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FERROCEMENT 

mCATER TANKS 

AND THEIR CONSTRUCTION. By SB. WATT 



This publication, Ferrocem*mt Water Tanks and Their Construction, 
describes in detail methods of constructing water storage tanks from 
: >we-^ These tanks are widely ur«d so many 

parts of the world to collect and store water for domestic, stocK, 
irji^gatibn and also industrial purposes. 

The basic raw materials, water, sand, cement and reinforcing wire, are 
generally . available in most countries. The construction method is 
ssmpie and easily iearnt by the local people, many of whom will already 
nave worked with the basic materials. Wire-reinforced cement-mortar 
has a variety of uses but the main advantage of using it for water tank 
construction is its resistance to corrosion. It is also very cheap, com- 
pared with other possible construction materials. Water tank: built 
using the method described in this manual hav>> withstood difficult 
climatic conditions over many years and tanks w; _h capacities of up to 
33,000 gallons can be built with confidence. 

For anyone contemplating building a water storage tank, this book is 
essential reading. 

# 

The author, Simon Watt, M.I.C.E., is a civil engineer with over 12 years 
exparience working in the U.K. Australia, Canada, India, Pakistan, 
Papua New Guinea and Thailand He is also the author of A Manual on 
the Hydraulic Ram for Pumping Water, co-author of Hand Dug Wells 
and their Construction and a regular contributor to many journals, 
including Appropriate Technology. 
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Preface 



This handbook has been prepared to describe to field workers 
and others how cylindrical water storage tanksof up to 150 
cu^ic metres capacity can be built using wire-reinforced 
cement^nad:ar. The main advantages of this material over 
other tank construction materials, such as .galvanised corru- 
gated i roil r--af^-tsxh ea p ness a.3d easy working using the mini- 
mum, gf ..expensjv^riaferials', equipment and' skills. It is, in 
addition, very durable. Some'of the tanks described in tfne 
manual- have been in cojistajrt use for over .2€n?&ars with only 1 
a few instances of failure — dije ijuthe ma in^ogDoor, work- 
manship in construction. Galvanised iron tanks', e^sn when 
"properly made, have ah expected life of only 5-10 years 
despite a much higher purchase cost. 

The tanks may be built with a small capacity for domestic 
use, or larger for community water supplies, irrigation, stock 
watering and small scale industrial purposes. For domestic 
use the capacity is usually less than 10 cubic metres. ancLmay 
.be as small as V 2 cubic metre; the main requirement is that the 
tanks should be simple to construct by the users so that they: 
can contribute their efforts towards the total cost of the 
tank. Extra tanks may be then added by the users at a later 
date if they see the need and have the resources. Self help 
tank building programmes can be equipped with .soundly 
made form work on which the lan ks are built, which can be 
used for building many tanks.' The extra cost of this equip- 
ment; which -makes construction -almost foolproof, may then 
be spread across -%W- a the ; tanksHWalceshfft formwork -is also 
used' on isolated tanks but this increases the risks of poer- 
construction and subsequent' leakagetfThe larger tanks of up 
to 150 cubic metres 'c^cKy""^ri-"also*be built by -self helf£> 
but require greater-qifgahisation dufrffg their construction due' 
to the greater quantitV^Pei^Jorcwg.wire"ancl mortar involved. 
8 ^\ 



Storing water in --tanks built on the surface has many ad- 
vantages when compared with- storage tanks excavated into 
the ground. Besides avoiding the need for laborious excavation 
which is almost impossible by hand'in some hard dry soils, 
the tanks can be observed for leaks and easily repaired by 
trowelling a layer of mortar onto the inside of the empty 
tank. In addition, although the stored water is likely to be- 
come hotter in the sun, the risks of polluted material fajlihg 
into the tanks are reduced. Water stored above ground can 
flow out under its own weight whereas it has to be pumped 1 
out of a ground* tank. 

The handbook has been divided .into four parts:. 

Par.£ 7 describes how the tanks are planned and designed. 
It gives the general sizes needed for different uses and an 
indication of the costs of these buil"Kh different parts of the 
world. A chapter is included" on the ability of stored water 
to purify itself. The basic design is described to show how 
the reinforced mortar carries the loads '"wften. the tank is full 
of water. _ . */ ''' ; 

Part 2 "gives standard and recommended methods of 
constructing both small and large tanks using prefabricated 
formwork. 

Part 3' describes various other construction methods that 
have been, used in different parts of the world with the 
materials and equipment to hand; ope of these is a success- 
ful commercial method. While some of these are not' recom- 
mended because of cost and the complications'they produce 
during building, .they demonstrate the wide variety of ways 
that reinforced mortar has been successfully used. 

Part 4 gives approximate calculations of the. expected 
loads that the reinforced mortar must carry. It describes roof 
catchment water supplies in detail; sources of further infor- 
mation are also listed. - 

Hand trowelled, thin-walled cement-mortar water tanks 
are not difficult to build and may be used to store many 
different liquids and materiafs other than water. It is- hoped 
that this handbook will encourage field workers to expjore 
and utilise the wider possibilities of the materials. 

S.B. Watt, C. Eng. 



Part 1 Planning & Designing the Tank 



Chapter One 

Introduction 

Water, tanks made from wire-reinforced cement-mortar are 
used widely in many parts of the world to store water for 
domestic, stock, irrigation and industrial purposes. They are 
built by hand trowelling a cement-rich mortar onto a mesh 
of wire reinforcement to form cylindrical tanks with thin 
walls which vary in thickness from 3 to 10cm depending on" 
the size of the tank. The steel reinforcement tisually consists 
of straight fencing wire wrapped during construction around 
a cylindrical formwork, or woven wire mesh tied to a support- 
ing framework of weld mesh or heavier reinforcing rod. 
t .„ Although this publication is called Ferrocement Water 
Tanks and their Construction, this is not strictly accurate. 
The tanks, it describes should really be called wire-reinforced 
cement-mortar water tanks. The main difference is that in 
ferrocement there is a very dense mesh of woven or welded 
reinforcing wire that has to have a minimum value of wire 
volume for each unit volume of material. The quantities of 
straight wire reinforcement used in most of the examples 
collected for this 'publication fall far below this minimum 
value, although they provide ample strength for the purpose. 
Nevertheless, t^e material is closer in many respects to ferro- 
cement than to ordinary reinforced concrete; this wHI be 
described in greater detail in Chapter 4. The wires distribute 
the loads through the mortar preventing them from concen- 
trating in plajies of weakness which would lead to the early 
failure of an unreinforced material. The straight wire rein- 
forcement is chosen because it is botTTmany times cheaper 
than the equivalent weight of woven wire and is easy to 1 wrap 
around a small diameter cylindrical form.,. 

This method of water tank construction is particularly 
suited for use in low income rural areas for the following 
reasons: . = 

11 



i) Commonly available materials 

The basic raw materials of water, sand, cement and 
reinforcing vyire are available in most areas and are 
already being used for many familiar purposes; in- 
/*' ■; addition, except for the cement which must be kept 
dry, the materials are not easily damaged during 
transportation! 
i i ) Simple skills needed 

The practical skills needed to use the materials are 
often known locally 'and untrained people can make 
satisfactory tanks after only a few days supervision. 

iii) Self help contribution 

The users of the tank can help in collecting sand for, 
the mortar and in doing most of the heavy construc- 
tion work; in this way they can contribute work 
instead of capital which they might find difficult to 
come by. • < 

iv) Simple equipment 

The construction techniques are simple and do not 
demand the use of expensive 'and sophisticated 
^machinery nor a power supply; trained supervision 
can therefore be kept to a minimum. Leaks resulting 
from bad workmanship or damage can be simply 
repaired and maintenance' after construction is 
negligible. 

v) Shared cost of form work 

Where needed, the formwork used during construc- 
tion can be made from cheap local materials such as 
timber or even adobe, or it can be prefabricated from 
more permanent materials to be carried from site to 
site and used to build many separate tanks. 
. Wire-reinforced cement-mortar is used for a wide variety 
of purposes but its particular advantage for water tanks is its 
ability to resist corrosion and its cheapness in comparison 
with other materials. Circular, corrugated galvanised iron 
tanks have been widely used in the past for water storage but 
thes^re. expensive and corrode and burst within 5-10 years, 
everrif they are ca.refully maintained. In contrast the life* of 
a water tank made from reinforced cement-mortar is expec- 
ted to exceed 50 years of cdktinuous use. 

12 



The thin walls of the tank are able to deform under load 
and help prevent the early concentration of stresses that 
could cause failure of the tank. The dense wire reinforcement 
distributes the stresses through the mortar shell increasing its 
ability to carry the pulling and bending loads without crack- 
ing. This flexibility cannot be achieved in conventional steel- 
bar reinforced concrete because of the greater thickness 
■involved. \ 

Wire-reinforced cement-mortar tanks have been well proven 
in use 'over many years in the extremes of climatic conditions, 
and can be built confidently with capacities up to 150fcubic 
metres (about 33,000 gallons) t although tanks of over 450 
cubic metres capacity have also been successful. \ , • 
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Chapter Two 

Water Storage and Costs of Construction' 

Size of tank needed ^ * • . ^ 

The size of water storage tank that i's needed depends on The 
use to which the stored water is to be put. Small-scale water 
storage, even in the cheap tanks described in this publication, 
is still relatively expensive. This effectively limits. the use to 
essential domestic 'water supplies, 'community water supply 
systems, irrigation water for high value crops, stock 1/vatering 
and industrial purposes. The tanks/shoufcj not be built above 
ground on a tower unless specialist advice is available. 

a. Individual domestic water supplies 

' In many areas of the world water 'that runs off the house 
roof is collected and stored for later use (see Fig. 1*) . The roof 
has to be macfg from suitable durable materials such as clay 
tiles, galvanised iron or asbestos-cement sheets, etc. The roof 
acts as a catchment area to intercept the falling rain and has 
the g^eat advantage that its cost is Usually met during the 
construction of the house.; this therefore subsidises the cost 
of the water supply. , • "■ ' 

The size of the % storage tank needed will depend 6n the. 
water demand of the residents and the amount and frequency 
of the rainfall. Chapter 16 describes how the tank size may 
be estimated. In wet tropical areas the small unenforced 
jars of less than 0.5' cubic metres capacity described, in 
Chapter 9 will make a major contribution to supplies, but in 
dry areas the water will be used up quickly and replenished 
less frequently. In these cases, a larger and more expensive 
tank of 10 cubic metres capacity or more will be required. 

This type of water supply has the great advantage that it 
is' unlikely to be contaminated and. is within the control of 

14 



Fig. -1 Catching and using the rain water from a roof 
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^the users to ration drus^ completely during the dry periods 
"as they, see fit. ^j^jf 

b. Community water supplies 

In ho6pitals,a,sch0ols or community centres the advantages 
of the la'rge roof . and ajlarge sjorage tank to catch the run-off 
can be shared between many people. Control of the rate 
that thp water Is taken 4r(j*DJbese communal tanks will b£ 
difficult and it is likely |haSyfejjll wastgfully used unless 
water consumption is c^#fi§Ji^pfined. In areas thatJiave 
large numbers, of suitably roJPtp houses the individual tank 
to each household will probably be the cheapest and most 
acceptable choice.'' ''t&gk 

. The larger tanks can be used a^Mder tanks in small water 
supply schemes; these keep the j3^P§ure in the (delivery pipe- 
lines constant and will act as a 'buffer' during periods' of high 
demand, refilling during periods of slack demand. The tanks 
are also used to store water collected from specially prepared 1 
ground catchments where the lartjer size of tank allows sig- 
nificant economies of- scale (for a given height ©i tank the 
amount of material needed in- cdnstruction per unit volume . 
of storage decreases with increase in storage)-. ' 

<5j • • 

c. Irrigating high value crops - 

In parts of the world where farmers are growing high value 
crops for cash sale the expense of a water tank may often 
be justified. 'The water may be collected either from a catch- 
ment area or pumped by windmills from underground; it is 
then used sparingly as and when it:(s needed^ at the discretion 
of the farmer. . . . ' - 

Storage tanks are particularly* valuable for -use with the 
wind powered water pumping systems where the greatly 
fluctuating .wind speed gives an erratic output from the 
pump; the reservoir of stored water can then help to provide 
a continuous supply. An example is illustrated in Photo. 1. 

The use of costly stored water "for subsistence crops is 
likely to be prohibitively expensive in"' most cases unless the"" 
■water is usedTor essential 'survival irrigation' where* without 
the '.water the crops would be- totally 'lost in periods of 
drought." * 

16 > 



Photo : Peter Fraenkel 
Photo 1 Tank for stock waterinb 
The streaks drrfbe outside of the tank indicate that it has been leaking 
- probably due to poor, workmanship; this has not affected the 
structural soundness of the tank] 
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tf. Stock watering 

•Parts of the^semi-arid areas -of the world that are too dry, 
for tillage agriculture can carry large numbers of grazing 
animals-— provided that a reliable source of drinking water is 
available for them. This water is either pumped up out of the 
ground or is caught in specially prepared ground catchment- 
areas. Reinforced cement-mortar tanks, either open or .win 
sealed roofs to minimise'evaporation-losses, can-provide the 
st^age needed for a water supply; the outlet from the tank is 
usually automatically controlled "to prevent wasfagejn order 
to prevent overgrazing the tanks should be small, numerous 
and widely distributed, rather than large and concentrated at 
a few places. . 

e. Industrial use : , L 

There are many liquids used in industrial processes that 
need storage. Many of these can be kept in the tary'ks al- 
though a possible damaging reaction with the cement must be 
checked first. Some tank users have- safely stored a wide 
range of liquids — ranging from wine to sewerage wastes. 

Cost of construction ' 

The final price of the tanks will vary according to locaJ 
conditions but will depend on the following: — 
Materials , 

The« cost of the sand, cement and steel wire or mesh 

reinforcement/ ^ 

, Formwork 

■ The cost of the fonriwork made either for one usage with 
temporary local materials, or of more permanent construc- 
tion .from. steel- sheeting and angle iron. The letter may be 
used many times. , ; \ 

Wages , 1 

, The cost of wages for plasterers and labourers if the tank is 
/ not built totally by 'self help'. 
Supervision . 

The cost of supervision during construction. 
Transportation ? 
The cost of transporting the materials and supervisors. : 
Maintenance costs for these tanks after construction are 
usually negigible— they wi|l give a trouble free life. 
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The cement and reinforcement must be carried to the site 
and in. isolated areas this can add substantially to the total 
cost of construction. Howew^ihejriaterials are not suscep-" 
tible to serious damage during transportation and, with the 
exception of the cement, do not need special protection. 
'Straight' wire in coils will be very much^eaosr to purchase 
and transport than the equivalent wejjj|^®f, Woven or welded 
wire mesh. • , ' - 

The great advantage of these tanks in. rural areas is the 
possibility of allowing the'users to contribute their time and 
skills towards the costs of the tank by °coM|ecting all the sand 
necessary for the mortar and doing mostjof the trowelling 
work. This is in contrast to the galvanised; iron tanks which 
are carried into the area of use from outside and erected* by 
skilled workmen. The relative Costs of tanks made with 
different materials are shown in Table 1 and a more detailed 
breakdown of costs for one of the larger 'tanks is given in 
Table 2. Both of these tables should be used with care as 
prices will depend not only on material and labour costs but 
also on the efficiency of construction. s " 

Table 1 demonstrates the wide range of costs that may be 
expected when building these tanks in different areas and the 
economies of scale to be found in the larger tanks. The higher 
prices of the New Zealand factory-made tanks reflects the 
higher wage costs in that country; elsewhere, in the case of 
the Rhodesian self help tanks for example, self help construc- 
tion reduces capital cost considerably even though the tarjks 
take longer to build. Accurate local pricing of the tanks can 
only be carried' out by comparing different building tech- 
niques and material costs in each area. The exceptionally low 
cost of the small Thailand water jar results from easy access 
jo cement suppHes and the absence of expensive wire mesh 
^reinforcement in the design. • 

Table 2 gives the breakdown of actual and percentage costs 
for 4 large (1 50m 3 ) tank. It shows the relatively high cost of 
the skilled administration and transportation needed to 
construct a tank of this size. In this case the formwork was 
a small fraction of the total cost and would be reduced even 
further if its use could be spread oyer several tanks during a 
tank building programme. ^ ' ■« , 
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Table 1: Typical Costs and Labour Requirements for Thin Walled Cement-Mortar Water Storage Tanks 



Tank 



, 7". Materials Labour 
Capacity % Total Man 

(m 3 ) Cost 3IUS) Cost Cost SlUSJ days 



% Total Total 
Cost Cost 
■ SIUSI 



Cost/m 3 
IS/m 3 ) 



,1. Wire Reinforced Cement-Mortar Tanks 



Thailand water jar 


0.5 


0.5 


100 




1 




0.50 


1.0(1974) 


New Zealand 


4.5 


NA 




NA 


2 




93.0 


23.3 


Factory-made 


. .13.5 


N<A 




NA 


3 




210.0 


15.6(1973?) 


Tanks 


22.5 


NA 




NA 


5 




280.0 


12.4 


Self-help domestic tanks, Rhodesia: 








*. 










Self help and supervision 


9..0 


62.5 


66 


30.0 


20 


34 


92.5 


1-0.3(1973) 


Self help only* 


9.0 


62.5 


TOO 
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62.5 


6.9 


Experimental tank built without 


















shuttering, U.K. , 


6.f- 


55.0 


100 




' 15 




55.0 


8.7(1974) 


Hans Guggenheim tank, Mali 


10.0 


yNA 










' NA 


NA 


Rhodesian tanksyvith roof 


40.0 












NA 


NA 


U.S. tank built with 
















with weld mesh 


15.7 


30.0 


100 




10 




30.0 


1 9 


with woven mesh 


139.0 


98.0 


100 




15 




98.0 


Q 7 (1965) 


Rhodesian tank with.open top, 


















Self help and 


150.0 


199.0 


32 


246. 


34 


40 


612.0 


4.1(1960) 


supervision 




3* 






435 









2. Corrugated-iron Circular Galvanised Tanks 

Swaziland* 2.25 

Swaziland* - ' 4.50 

Bulawayo* 9.0 

Bulawayo* ' 9.0 



45.0 
65.6 
100.0 
1 12.0 



20.0 

14.6(1973) 
1 1.1 
12.4 



NOTE: 

Items marked with an asterisk* haye been taken from Catchment 
A. Pacey, Africa Field Work and Technology Notes, Oxfam, U.K., 
KEY: Man-days — the number of men working x number of days. 



Tanks in Southern Africa — A Review by 
1974. 

NA — not available. 



Table 2: Construction Costs and Bill of Quantities for 
10m dia Tank with a Concrete Floor, /l 50rh 3 capapity, 
built 1960, Rhodesia 



Item 



Quantity Rata 
S 



Total 
Cost 
SSA 



% Total 
Cost 



Labour ^ 

1 Trained foreman (17 days) 
2.6 No unskilled labourers (1 7 days) 
(Partial self help) 1 No. skilled 
bricklayer ( 1 7 days) 



- 154 hrs. 1.0/hr. 154.0 25.2 
1020 hrs. 0.65/hr. 66.3 10.8 



170 hrs. 0.15/hr. 25.5 



.,4.2 



Total Payment 
for Labour 



245.8 40.2 



Walls and Floor 



3. Cement 1 00 bags" 


5000 Kg. 


0.18/bag 


80.0 


13.1 


4. Coarse sand 


7m3 


1.4' 


/m 3 


9.9 


1.6 


5. Fine sand (for walls ) 


5m 3 


0.6 


/m 3 


3.3 


0.5 


6. Coarse aggregate (1 Vicm dia)" 


5.5m 3 


3.0 


/m 3 


16.1 


2.6 


7.39m x 1m pig netting i. 


4 rolls 


6.4 


/rl 


25.8 


4.2 


8. 370m rolls 4mm <t> galv t . wire 


6 rolls 


8.3 


/rl 


50.0 


8.2 


9 . Soft. iron wire 


1 roll 


8.2 


/rl 


8.2 


0.3 


1 0. Bitumastic primer 


4.51 " 


1 .1 


/drum 


1.1 


0.2 


1 1 . Bitumen jointing 


45 Kg.m 


> 




3.0 


0.5 


12.Celatex for joint gaps 








1 .9 


0.3 



Total for Wall 
and Floor 



199.3 32.5 



Outlet Works 

1 3. 7 5cm sluice valve 
14. 7.5cm flange 
1 5. 7.5cm long bend 



1 No. 
1 No. 
1 No. 

Total for 
Outlet Works 



9.9 
0.5 
2.3 



1.6 
0.1 
0.4 



12.7 



2.1 



Formwork etc. 

16.2m high corrugated galvanised iron 
1 7 Tools, etc. 



47.5 7.8 
19.2 3.'l 



Total for 
Formwork etc. 



66.7 10.9 



Transport and Plant Hire 

1 8. Transport 

19. Water cart and concrete mixer 



68.5 
19.9 



11.2 
3.2 



Total 



88.4 14.4 



Total Cost of Reservoir (Including Formwork) 



S612.0 100.0 
(1960) .„ 



NB: These costs have been taken from the article referred to in Chapter 17 in 
order to indicate the relative proportion of costs between labour, materials, 
formwork and transportation. The quantities of cement and reinforcing wire 
differ considerably from those calculated for the similar tank shown in Chapter 
8 but they are included for consistency. 
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/Sound, well made formwork makes the construction work 
s/mple and foolproof as the reinforcing wire can be wrapped 
airectly onto it and lied in place. The formwork should be 
designed and made to be stripped down into simple pieces 
that can be easily transported from site to site. Well made 
forms will last many years and their cost for each tank vyill 
therefore be small. ^ 

For single isolated tanks the cost of prefabricated steel 
formwork is often prohibitive. Cheap, temporary forms can 
be made from locaj timber. Some, tanks have even been built 
around adobe walls which have been erected and plastered 
smooth on the outside; the wire reinforcement and mortar 
is then built around this and the temporary adjObe walls 
removed when the mortar has hardened. 

Several methods' are also described in Part 3 that avoid the 
use of the initially ' expensive formwork. These use either 
weld mesh or angle iron to stiffen and support the reinforcing 
wire during the application of the mortar. Weld mesh and 
woven wire mesh are relatively costly' materials and it is 
doubtful if this method of construction would be cheaper 
than constructing a temporary makeshift form from local 
materials; solid formwork that will npt move during con- 
struction is a highly recommended investment even when 
only.,a few tanks are planned. 
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Chapter Three * • 

The Effect of Storage on Water Quality 

The bacteriological and chemical quality of the water stored 
in the tank will depend initially on the quality of the water 
put into the tank. If the tank isjnot open to further contam- 
ination the, stored water will in time purify itself of most of 
the harmful 'bacteria by natural processes. This process of self 
purification is used as an essential step in most modern water 
treatment works. , . 

The water pumped from a protected, underground source 
will invariably be free of harmful bacteria, although in some 
areas h may be undrinkable due to the presence of dissolved 
salts. Surface water supplies open to the atmosphere, birds;' 
animals and human activity, are much more likely to Be con- 
taminated. These sources of supply should therefore be pro-' 
tected, and the risks of disease-causing bacteria entering the 
tank at any time must be kept to a minimum. *"\ t . 

Water running off roofs into domestic tanks, may contain 
wind blown dust, bird and animal droppings and, if the roof 
is flat and used as living space, human contamination. This is 
usually carried in the first flush of wafer running off the roof 
after a dry period; in. some parts of the world it is common 
practice for- the users to' hold the downpipe away from the 
tank to allow the first polluted flush to run away to waste., 

There have been very few measurements of the, pollution 
load from roof catchments but the long history of their use 
suggests that the water can be safely used for drinking and 
domestic purposes with few health risks. Ground catchments 
that are open to animals and people are more likely to be 
contaminated and they should, if possible, be protected by a 
fence or wall. Material containing harmful bacteria on both 
roof and ground catchments is likely to be quickly driep 1 and 
sterilised by the heat of the sun be fore, it is washed off by 
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rainfall, especially in the semi-arid parts of the world. 

Diseases that are related to water'and water use are major 
causes of sickness and death to people who do not have pro- 
tected or purified water supplies, efficient sanitation and an 
understanding of basic hygiene. Any measures tha*t reduce 
the risks of these diseases wiJJ therefore be of the greatest " 
value to the water users' " - . ' 
- The bacteria that cause some of the most serious or fatal 
illnesses, especially cholera, typhoid and diarrhea in children, 
cannot live for any appreciable time outside of the human 
intestine, and jn such an unfavourable environment as stored, 
water will die out almost 'Comfpletely within the 'first week 
leaving a- 'few which can last up to a month or so. Diarrheal 
diseases need the presence of large numbers of bacteria in 
the water for the disease to be transmitted and even storage 
for a few days will substantially improve tha quality of the 
water. Cholera and typffbtd, on the other hand, can be trans- 
mitted by mgest>ng only a few bacteria and water storage of - 
less than four weeks should not.be considered to render the : 
water harmless. ^ ' \ 

, Most of the experiments that have been carried out in tha 
past to determine how pathogens survive in water used 
heavily polluted water at a temperature of 10°-15°C. If the, 
stored water is relatively clean and the, temperature is higher^ 
then it may be expected to be purified even more quickly. 
The exception to this will occur with grossly contaminated 
water that will probably quickly turn septic and start to srrfell; 
however, this will also be totally unpalatable to the users, jn 
this instance there is a possibility that some bacteria will 
survive and even begin to breed. \ 

Storing 'the water for several weeks wilTtherefore destroy * 
most of the main disease-causing pathogens and also give 
most sediment and organic matter time to settle out. The*^ 
users will be at greater risk if they consume contaminated 
water within a week of the tank being filled; this can be 
overcome by boiling or otherwise sterilising the water, e.g. by- 
chlorine tablets, before drinking, or by having two- tanks 
which are used in turn. An alternative method of treating 
the water that has been suggested is to have a sand filter 'off- 
take at the bottom of the tank. This is described in greater 
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detail in the next chapter. 

The question of heal! and water quality is too large to be 

' in this publication, further infor- 
the references quoted in Chapter 



considered in greater elf 
mation may be foun^ 
16. 

After the tank 
water will disso've 
from -the walls a 



•;n built the first volume, of stored 
■,■ of the compounds in the cement 
;me slightly alkaline. This is unlikely 



to affect the v\ to any great extent. and will not occur on 
a second fiilin. . • 

. The water ,.i the tank 'must of course be protected from 
any further possibility of contamination. As shown in Fig. 2, 
a cover is usually .necessary for this, and the tank must not 
be allowed to act as a breeding ground for. malarial mosquitos. 
Household tanks especially must be protected and covered; 
overflow pipes should be covered with fine wire mesh. to pre- 
'vem the entry of insecfs and' flies. The inflow to the tank 
should if possible be_covered with a wire gauze screen; this 
will prevent rubbish from flowing into the tank with the, 
water Vid will stop insects, flies 'and rodents from falling into 
the tank. 

Water for animals and irrigation does not need to be so 
carefully protected, but steps should be/ taken to reduce the 
risks of cornairi i nation to the minimum. r * 1 ~ ' - 

\ ■■.".»>. .- 



■Mesh sieve to 
strain inflow 




Overflow covered with 
mesh insect guard 



Fig. 2 Protecting the tank from further contamination^ 
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Chapter Four 

Designing the Tank 

The great advantage of wire-reinforced 'mortar over conven- 
tional reinforced concrete for water tank construction is its 
ability to resist shrinkage cracking during curing, its resistance 
to severe cracking under tensile load, and the neecl for only 
one set of forms for construction when the mortar is applied 
by hand to one side. Pouring a thin shell of concrete between 
two closely spaced shutters — the conventional method of 
reinforced concrete construction — is a highly skilled and 
difficult task. 

Wire-reinforced cement-mortar has been used successfully 
for many years and .indeed was used to make a rowigg boat 
in the middle of the 19th Century, one of the first recorded" 
instances of 'reinforced' concrete. It is more flexible in thin 
shells than .the more conventional steel bar reinforced con- 
crete and it is useful to describe" in some detail its expected 1 
characteristics.' 

* 

How does wire-reinforced mortar behave? 

Unreinforced mortar and concrete are strong under com- 
pressive loads but % very weak at resisting tensile or. pulling 
loads; structures mafle from these materials that are subject 
to excessive tensile forces or bending will fracture suddenly 
without observable stretching and development of fine cracks 
(see Fig. 3). . *• 

The weakness in tension and the brittle type- of failure 
occur because however carefully the .mortar is mixed and 
placed there will always be planes of weakness between thie 
edges of discrete lumps that make up the mortar. These are 
exaggerated *by shrinkage during 'curing and by imperfect 
bonding between each layer of mortar that is trowelled on. In 
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Cracks develop 




Strong in compression 




-Failure 
^j^plane 



Weak in tension . 
Fig. 3 • The mortar under load 



compression these planes of weakness are held together by 
the load, but under tensile loading they will open up, beyond 
their elastic limit, coalesce with other^racks and rapidly 
cause the mortar to fail, c - - • ' , 

Conventional reinforced concrete is designed to overcome 
this characteristic by allowing the tensile' loads to be taken 
completely on the reinforcing bars — the concrete in tension 
being assumed to have no strength; jn reality, however, the 
reinforcing steel works to limit and control the tendency of 
the concrete to crack under tensile load according to the 
amount and distribution of the steel *fllrs or wires and the 
degree of loading. « ' 

In reinforced cement-mortar under moderate tensile loads, 
such as those found"in the small water tanks described in 
this handbook, the mortar may be assumed to contribute, 
greatly to the tensile strength df the composite layer. This 
occurs because the wire mesh/distribujsd relatively densely 
through the mortar, will, allow the load to be taken through- 
out the- complete layerand will prevent the early concen- 
t-ration of critical stresses in planes of weakness. Any cracks 
that- do appear under moderate loading' will not bd wide 
enough to allow water to reach- the reinforcing Wires, and 
start corrosion. 

the structural behaviour of a wire-reinforced riiiort^n shell 
is difficult to calculate with any exactness 1 especially if the' 
•wires, 'in the case of cylindrical tanks, are fixed mawnly in 
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one plane around the tank. In addition, the mortar that is 
trowelled by hand onto the tank will inevitably be of varying 
thickness or strength. The calculations shown in Chapter 15, 
however, suggest that the "smaller tanks are not highly stressed 
and there would seem to be a large factor of safety in most 
of the designs. This is demonstrated by the successful use of 
the tanks over many years. 

The tanks described in this manual are in the shape- of a 
cylinder with a flat floor and sometimes an integral roof. 
To achieve the greatest strength the tank should ideally be 
designed with the walls curved like a shell in both directions, 
horizontal and vertical (see Fig. 4). ■ j 

This willUllow the water loading on trne tank to be distri- 
buted over all of the ta.nk structure and prjevent critical break- 
ing stresses from building up at an early stage at any one 
section. However, constructing tanks of this shape is very 
difficult and expensive; complex shaped formwork has to 
be used and the reinforcing mesh must be carefully cut, 
placed and tied down. Cylinders are very much more simple 
to make but the stress at the base of the tank where the 
walls join the floor is comparatively large and the joint 
must be made strong enough. 




Fig. 4 Curved walls for greatest strength 



The components of the tank 

i 

a. Foundation 

The foundations of the tanks carry the weight 'of ( the 
tank and water, down teethe ground. The floor in the smaller 
tanks is usually continuous with the walls; .the floor slab 
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carries the weight of the walls and trre water directly^on the 
foundation (see Fig. 5). . \ ^ 




Weight of water and tank 




CROSS SECTION THROUGH TANK, nenvtftut* ' tea. FouMbAiio^ 

DIAGRAM OF FOUNDATION LOADING 
F/y. 5 Foundation 6,f small tank — wallstahd base joined 

The larger tanks usual ly\hpve the floor built separately 
fro hp the wa I Island the flbor.slab. therefore supports only the 
weight pf water in trie tank, separate foundations are'needed 
for the walls (see Fig. 6). s ~ 



CROSS SECTION THROUGH TANK 



Weight of Weight of 
tank wall water -V 



r. 



FOUNDATIONS RESISTING TANK LOAD 
F/^. 6 Foundation of large open tank — walls and floor separate 

| Preparing the foundations is one of the most important 
steps in tank construction and is considered in greater detail 
in later chapters. 

9 

p. Walls ■ 

The thin cylindrical walls, if they are free to move at the 
"ibase when the tanks were fuN of water, would stretch under 
[load to give only hoop tension forces within the walls (see 
Fig.7). 

To prevent leakage, however, a flexible watertight seal of 
some, sort would then be needed between the floor and the 
walls which will produce complications in design^and con- 
struction. All of the tanks "described in this publication have 
th£ walls built continuous with the floor or foundations. 
Although -this produces some design difficulties it is an 

? 29 



al-most universally adopted technique for the relatively small 
shallow tanks considered. 




i Original wall position 
nk empty 





Sliding joint' 



Water pressure 



Fig. 7 Walls free to move — exaggerated wall deflection 

The loaded tank will then deform roughly into the shape 
shown in Fig. 8. 



fl \ Wall position 
I tank empty 



Wall deflection - f \\ l^- 
sliding joint { 



Rigid joint 




D 



Water pressure 



Fig. 8 Walls joined with floor 



Analysis for the, actual stresses of the water filled tank 
built m this way is very difficult as the design assumption of 
a homogeneous and uniformly elas'tic building material will 
not be achieved in .practice. The analysis Jn Chapter 15 
* suggests that the vertical tensile stresses set up across a hori- 
zontal plane at the joint of the wall and the floor are nearly 
double the- hoop tension stresses produced by the walls 
stretching outward u'nder load. This indicates that\th&*tanks 
^should be specifically designed with' vertical reinforcement 
both in the walls /and between, the wails and the floor to 
prevent cracking. - ^ 

Most of the tanks described in this manual have hoop wire 
reinforcement with only a single layer of the more expensive 
wqven mesh. The woven mesh, -which is made continuous 
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between the walls and the floor or the foundation, will there- 
fore provide the reinforcement that t limits cracking at this 
joint. Experience with these- tanks built under a variety of 
conditions suggests that severe cracks do not occur at the 
"joint under normal loading. , : " 

The joint will not remain completely rigid, however. It is 
likely that very small cracks will open, apd that the joint will- 
bena outwards and throw a greater part of the loading onto 
the Hip op wire reinforcement (see Fig. 9). 




JOINT RIGID ' ' JOINT PLASTIC 



Fig. 9 How the loads are taken 

These fine cracks are unlikely to be serious. If, however, - 
they become wide enough to allow water to reach the rein- 
forcement, because there is insufficient reinforcement or 
the wires are too widely spaced, corrosion and eventual 
failure will occur. "' ' - 

In most of the tanks a thick mortar coving is built up 
around the junction of the floor qrfoundation and the walls 
to strengthen the joint. The performance' of this coving is 
diff icult to predict but as there have b^een only a few recorded 
instances of tank failure, due mainly*to poor workmanship, 
it would seem to prevent the cracking or limit it successfully. 
An alternative solution is to cover the junction of the wall 
and the floor with a bitumastic paint. 

The woven chicken or pig mesh layer that is wrapped 
around the shuttering tinder the hoop wire in several of the * 
designs will play an important part in preventing cracks occur- i 
ring as a result of shrinkage and loading. Although it is 
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expensive it will contribute greatly to the soundness o*f the 
tank. 

The tentative calculations given in Chapter 15 indicate 
that the stresses in a 2m high tank which is less than 10m in 
diameter with walls 5cm thick, will be small enough when 
full to be taken by a well made and carefully applied mortar 
with the minimum oLreinforcement. In this case the reinforc- 
ing wire will behave mainly to strengthen the tank against 
external, loads, such as uneven settlement, earthquakes, tern- — 
p.erature stresses, 'handling loads, etc. In larger tanks, how- 
ever, the full amount of reinforcement is needed to take the 
greater stresses set up by the wei^r^of the contained water. 

6. Floor 

The concrete floor of the tank may be built either before 
or after the construction of the walls. In small tanks (less 
than 5 metres in diameter) it is usually built first to give the 
walls a solid foundation and. is made continuous with the 
walls. In the larger tanks (up to 10m diameter) it ,*s also 
usually cast before the, walls; a bitumen movement joint 
between the floor slab' and the walls is provided to take, 
expansion and settlement. Building the floor before the walls 
saves the work of lifting the concrete over the completed 
walls. In both cases, there should be wire reinforcement 
running from either the base slab in the small tanks or from 
the ^foundation of the larger tanks, up into the walls to 
provide resistance against cracking. 

With larger tanks (over 10m in diameter) the concrete 
floor slab must be cast in sections with bitumen sealed expan- 
sion joints between the sections; this allows the floor to 
expand and contract without cracking. The floors of the 
smaller tanks described in this manual can, however, be built 
successfully as one continuous slab. 

For cattle or irrigation water tanks the concrete floor may 
be replaced by a layer of worked clay and this will reduce 
the cost of the tank considerably. A suitable clay that can be 
'puddled' or workid plastically is spread over the floor of ' 
the tank, moistened with water and rammed to compaction 
— a herd of goats has even been used for this. The, clay floor 
must then be kept wet otherwise it will dry out and crack 
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allowing the water put in the tank to leak out. The- inner end 
of the outlet pipe for the' tank must therefore' protrude 10cm 
above the top of the clay to leave a small depth of water over 
the' clay layer when the tank is emptied, this is good practice, 
anyway. Alternatively, the concrete floor may be replaced by 
a sealed plastic sheet laid out to form a water proof membrane 
and tied into the base of the walls. -It is protected both above 
and below by a layer of sand (see Fig. 1 0). 



Clay 



tOcm 



Plastic sheet between sand layers. 
Sheet glued to outlet pipe and walls 





CLAY FLOOR PLASTIC MEMBRANE WITH SAND 

Fig. 10 Alternative floors 



d. Roof 

A roof provides a good cover against evaporation, which in 
hot dry parts of the world can exceed 2m/year. It prevents 
the access of rubbish, insects and rodents and it also/keeps 
the stored water cool. The tanks described in Chapters 10, 
1 1 and 13 have integral shell roofs of wire reinforced mortar, 
between 3 and 5cm thick,, cast continuously wi.th the walls. 
Tanks of up to 5m diameter have been successfully roofed 
in this way and have stood up to*Jong exposure in extremes 
of climate. The extra stresses set up bV the weighTpf the roof 
are not great if the.Junction between the roof and the walls 
is curved; sharp angles concentrate stresses and initiate cracks. 
The greatest stresses set up in a roof of. this sort are caused 
by its expansion in hot weather from-the heat of the sun — 
these ^stresses can be over. 20 times greater than the static 
loading stresses dife to its own weight. For this reason the 
roof and walls Should be painted .white to reflect the heat of 
The sun or be protected with a covering of thatch (see Fig.1 1 ). 

The roof may also be built from lighter weight materials, 
such as sheet aluminium or galvanised iron, fastened to a 
conventional structure erected over the a tank (see Fig. 12). 
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CURVE BETWEEN POOF AND WALL ROOF THATCHED OR PAINTED WHITE 
Fig. 1 1 Roofs for tanks /ess than 5m diameter 



Sheet metal roof on 
angle iro^ lattice 




Fig. 12 Roof for larger tank 

e. Tank fittings 

Most tanks will have pipe fittings of spme sort to take the 
water in to and out of the tanks. The. outlet pipe for the 
smaller tank is sometimes taken through the walls; the out- 
flow pipe through the top of the waH; and the water enters 
through the top opening. With the larger tanks, however, and 
the larger volumes of flow that their use dictates, the inlet 
and outlet pipes are taken through the floor. This reduces the 
risk of cracking and leakage around the pipes which would 
obtain if the pipes were cut into the walls. The overflow may 
still be taken through the top of the wall. In all cases where 
the outlet pipe passes through the floor a wire screen of some 
sort is recommended, to prevent the outlet pipe being ac-. 
cidentally blocked b^tlebris. 

The outlet pipe mouth is usually placed 10cm or so above 
the level of the floor to prevent sediment that has settled 
from being carried out of the tank. The inlet pipe may also 
be taken in through the floor in which case the optional clay 
floor of a larger tank must be protected against scour. 

The hole for the overflow pipe to the tanks is cut out of 
the mortar while while .it is still 'green', i.e. before it has sat 
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properly. The -pipe, which must be targe enough to carry 
away the anticipated overflowing' water, is set into this hole; 
plastic pipe is not suitable because it is/rV©t-Rgid enough. 
With covered tanks used for domestic' purposes the pipe 
must be'covered w'ith a layer of fine me^sh to prevent malarial 
mosquitos or insects from entering and breeding in the tank, 
On the larger tanks used for 'cattle watering the outlet 'is 
often provided with an adjustable pipe section fitted inside 
the tank; if, therefore, the water trough is damaged by the 
animals or if the ball valve in the trough 'Sticks' open, only a« 
small amount of water will be lost (see Fig. 13). 




I Fig. 13 Ball valves for cattle watering 



The outlet to the tank may be fittetl with a sand filter that 
screens and sieves the water ^before it is used, removing most 
organic matter and bacteria. It will behave like a slow sand 
filter and -must be' kept permanently wet if it is to work 
correctly (see Fig. 14). 



Porous pipe under 
sand layer 



Lowest water level 




Fig. 14 Slow sand filter"in*tank over outlet 

Thje sand can be cleaned or replaced when the 
empty. 



tarjk is 
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Chapter Five 

Construction Materials and Equipment 

0- 

a. Reinforcing mesh . . , 

There are many different types of steel reinforcing mesh( 
that can be used to construct reinforced cement-Tnortar shellsj 
These generally consist of thin Wires, either woven. or weld'ea 
into a mesh, but the main requirement is that it must be 
easily handled and, if necessary, flexible enouglr to be bent 
around sharp corners. The wires are tied and .held' firmly in, 
place while the mortar is being trowelled on and. should 
' finish with an even distribution through the complete thick- 
ness of th'e shell. 

Woven and welded mqsh are expensive to buy, because of 
the work needed # to make them, and are expensive to trans- 
port because of therr bulk. They can cost over ten times as 
much as an equivalent weight of '.straight.' s coi1ed wire. For 
this reason straight wire is most often used £o construct the 
cylindrical water tanks described in this manual — it can be 
wrapped" around the tank. without difficulty. Reinforcement* 
is still needed in a vertical direction^however, and this usually 
takes the form of a single layer of woven mesh wrapped onto 
the fprmwork before the hoop reinforcement is wound on. 
For the larger tanks the calculations" m"Chapter 15 indicate 
that extra vertical- reinforcements as important as the hoop 
wire, but for the smaller tanks /(less than 5m diameter) the 
single layer of woven mesh is adequate. 

The wire may , be .galvanised to prevent rusting during 
storage; under no circumstances should aluminium painted 
wire be used as the aluminium may react with the Cement-to 
give a very poor bond between the wire and the mortar. 

b. Cement, sand and water 

The cement that is used to make' the mortar should bean . 
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ordinary Portland cement (to.BS12 or similar specification). 
Lower strength cemen|itious materials have been used in the 
past with some success but these generally cannot be reconv 
mended. The tank described in Chapter 14 has lime mixed 
with the Portland cement in the ratio of 1 bag of lime to 
5 bags cement to improve the workability of the mortar^and 
to reduce shrinkage cracks; it is not'known if this reduces 
appreciably the streng'th 'of the mortar. The cement should 
always be kept in a dry store until it is to be used. 

The mam requirement for the sand is that it should be 
free from organic or chemical impurities that would weaken 
the mortar. Most clean sands are suitable but if their quality 
is in doubt they should be washed with clean ^vater.- They 
should be protected 'at the mixing site against further con- 
tamination. , - ' 

A silica sand is probably the best although sands consist- 
ing of other hard minerals can be satisfactory. Experience 
suggests that a moderately coarse sand, although it makes 
the mortar more difficult to work, will resist shrinkage crack- 
ing better than a fine or-dirty sand; if the sand has a high silt 
content then the mortar will be weak. The grading of the 
sand particles should make for an easily worked, mortar and 
there should be a reasonable^proportion of all grain sizes 
without an excess of fine or coarse particles. 

The water*" must be fresh 'and free from chemicals in 
solution or suspended silt and organic matter. Clean water 
is essential for a strong durable mortar; salt water sho*uld 
never be used. r i s 
- Keeping good control over the quality of the materials 
used for constructing the water tanks is.tRe .first step in 
developing sound construction practice. 

c. The mortar mix 

Making up a strong and satisfactory mortar mix from 
cement, sand and water is one of the most important stages 
in buildjng the tanks. The mortar must be prepared with the 
correct proportions of these materials. It must be well mixed 
and workable enough to be trowelled by hand "onto the 
formwork between the reinforcing mesh to form a dense, 
compacted layer, and it must be properly cured in orderfor 
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it to achieve its full potential strength dnd durability.' It is 
useful to understand the various factors that control the final 
quality of the mortar in order to understand the need for 
sound practice during constru-ction. 

Ratio of cement and sand (cement; sand by volume) 
.Increasing the proportion of "cement ip the mortar will 
increase its final strength and -make it more workable, but 
it will lead to a greater risk of wide shrinkage .cracks which 
might cancel out this increase of strength. It will also Increase 
the cost. 

The tank designs described in this handbook use a mix 
with a cement to sand ratio of between ^^.2 (i.e. .1 part/?/ 
volume cement:2 parts by volume of sand) for th^ small 
unreinforced water jar and 1:4 for some of the larger rein- 
forced tanks. Some authorities recommend that for ta\nks of 
less than 40 cubic metres capacity, the proportion of sand 
should never exceed 3 times that of the cement. It is possible 
that this ratio is designed to give c ,a large factor of safety, but 
the experience gained in field construction over the last 25 
years suggests that the cement:sahd ratio can»be increased to 
1 A when using suitable sands without risk of failure. Making 
the cemenf:sand ratio 1:3 will not give a substantial increase 
in the cost of a small tank, however, and this ratio- is therefore 
generally recommended. 

Measuring boxes or buckets should be part of the con- 
struction equipment and should always be used to achieve 
consistency in mix proportions. Measuring the materials on -a 
shovel does not give reliable results. 

Ratio of water and cemegjt (water: cement by weight) 

A dry mortar mix., will be stronger than a wet mix made 
with the same proportions of cement and sand provided it is " 
fully compacted. Dry, stiff, mixes are, however, difficult to 
work onto the formwork to achieve lull compaction, are 
likely to contain air ,voids and be imperfectly bonded to the 
reinforcing wire. Wet creamy mixes are very easy to trowel 
by hand, but the cured mortar will be more permeable to 
water and have a lower strength and durabUity. 

A compromise between arming for either -a strong or an 
easily worked mix must therefore be made. Experience has 
shown that with reasonable sands in a 1:3 (cement:sand) 
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mix, a water: cement r-atio pf 0.5:1 [V2 partly weight to 
■1 part by weight of cement) will be satisfactory. If; in order 
to* make the mix workable enough, extra water has to be 
added to give a watencement ratio of 0.6:1 then a better' 
graded -sand or a greater proportion of cement should be used. 

Under most conditions the workability is usually con- 
trolled by eye during mixing and, if the watencement ratio 
is not to exceed 0.5:1 (water :cement by weight), the mixing 
must be carefully supervised. The amount of water to be 
added to tine dry mix of cement and sand is affected by the 
presence of moisture in the sand, which can vary considerably 
between the top and bottom layers of-the sand stockpile; 
less water should be added the wetter the sand. One or two 
trial mixes using a sample of completely dry sand and a 
measured, wate'ncement ratio will allow the people engaged 
in mixing to see and learn the feel o.f a satisfactory mix. 

d. Form work 

Formwdrk is needed to support the walls while the mortar 
that has been trowelled on ha'rd^ns and sets. 'Well, made form- 
work is expensive but will, with care, last for many years and 
its initial cost may then be spread over many tanks. Several 
tank designs are included in Part 3 that use makeshift form- 
work or use weld mesh frames to supportthe wire mesh and 
trowelled mortar. However, experience shows that sound 
formwork makes construction work almost foolproof, and is 
therefore recommended for any tank" programmes building 1 
more than a few tanks. 

The reinforcing wire and mesh can be wound simply and 
quickly around the cylindrical forms and the mortar may> 
then be trowelled over the reinforcement. Tb^e main require- 
ment of the formwork is that it should be rigid enough to 
hold the weight of the mortar as it is being applied and cured 
without deflecting. If it does move during the setting period, 
the mortar is likely to crack and be considerably weakened. 
It will also help to limit the moisture loss from one face as 
the mortar hardens. 

The formwork may be made from many different materials. 
The circular corrugated galvanised iron sheets shown in 
Chapters 7 and 8, have been used with great success. The 
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corrugations provide a mark for the tank builders to help 
them wind the reinforcing wire on at the correct spacing 
although the wires will tend to bundle together in the cor- 
rugations. The main advantage of the corrugated sheets — 

„ besides durability, cheapness and lightness in transportation 
— is that they allow an accurate measure of the final wall 
thuckness, because the corrugations on both the inside and 
outside faces of the tank must be filled with mortar and 
trowelled smooth. This is of gneat importance in self help 
construction as it reduces the need for skilled supervision 
and. the risks of thin weak spots in the tanks walls. 

Temporary' formwork may also be made from suitable, 
local materials such as rough sawn timber planks, securely 
braced, and some of these are described in Part 3. A tem- 
porary circular walling of adobe (mud and straw bricks) has 
also been used with success. This is built up to the required 
shape and plastered smooth on the outside with a weak 

^.mortar mix. When it has set, it -is treated with a suitable 
separating oil and the wire and mortar^built onto its outside. 
After the mortar has hardened, the adobe is broken up from 
the inside and removed from the tank. The example described 
in Chapter 12 uses a reinforced mortar lining inside a per- 
manent, traditional adobe grain bin which both supports 
the lining and helps to contribute to- the strength of the 
tank. 

e. Tools 

^ A list of necessary tools is outlined in Table 3 and should 
be collected to make a standard kit for tank construction 
programmes. It is possible to use local tools and equipment 
if they are available, hut r i..t is always safer to make sure that 
all necessary tools are on hand by bringing in the standard 
kit. ' . ' 

The mortar may be mixed either by hand or with a concrete 
mixer. Hand mixing is laborious and if incomplete will give a 
lumpy mortar that is difficult to trowel onto the tank. Hand 
mixing can manage drier mixes than the concrete mfxer, 
which rolls a dry mortar in its drum without proper mixing. 
Treading the mortar under foot on'the mixing slab is one of 
the best ways of working a dry mix. For the tanks described 
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in this manuaP^Ihe wetter mixes fromFa poured concrete 
mixer will be satisfactory. _ ^ 

Steel (plasterers) floats are much easier to use; than those 
made of wood. Overworking the, wet mortar, especially with 
a steel float, can cause the mortar layer to slump off; the 
mortar should be laid on quickly v and carefully. The surface 
of each mortar layer must finally be roughed' or brushed 
when it has hardened a little to provide a key for the next 
layer.,. 



Table 3 List of tools and\ equipment 

Number Item 
4 Plasterer's steel hand floats 
' 4 1 Hand hawks 30 x 3,0cm with 4cm diameter handle 
4 Trowelling boards, 75 x 75cfn 
2 Wire brushes for cleaning shuttering 
2 Oiling brushes 

Brush or scratching tool for mortar 
Hacksaw and spare blades 1 
Woodsaw 
set Spanners 

Crowbar, 1 metre long 
Wire snips for mesh 
Bolt cutters- for hoop wire 

Cold chisels for cutting 'green' mortar 1 
2 kg hammer 
5 kg sledgehammer 

Gauging box for sand and cement 50 x 50 x 40cm or container 
to hold 100 litres sand 
Sieve 5mm maximum openings for sand 
Shovels, flat ended for mixing 
Spirit level 

50m cloth or plastic tape measure 
String line 

Axe for trimming timber 
Pickaxes for excavation 
Mattocks for ground levelling 
Wire tensioning tool - 
set Formwork sections 

Wheelbarrow for carrying mortar 
Water containers 

Plastic sheeting or hessian for curing the mortar 
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Part 2 Standard Methods of Construction 



Chapter Six 

Summary of Methods 

This part of the handbook contains a detailed description of 
standard tank construction practice that has been used success- 
fully for over 25 yelars in different parts of the world. Designs 
for a smafl 10m 3 capacity 'domestic tank and a large 150m 3 
open tank are given in Chapters 7 and 8 respectively, and 
these are recommended for self help construction in, rural 
areas. The designs, have evolved ^rom practical experience and 
the dimensions and quantities of reinforcement should b*e 
, followed as closely as possible. - ■ . 

A summary of the basic steps in building these tanks is 
given below. 

a. Clearing the site and preparing the foundations 

The site chosen for the tank^should be cleared of vegetation, 
loose surface soil and any large rocks that,cou!d "pierce" the 
floor of the tank. For the smaller tanks it is often only neces- 
sary to clear the site and put down a 15cm layer of "sand and 
gravel ready for the tank after all the pipe fittings have been 
laid. The larger tanks, however, need a separate ring founda- 
tion to support the # wa'lls which is prepared by digging a 
trench under - the. line of the wall and backfilling it with 
concrete. ' - 

b. Collecting the materials 

The sand, gravel and water should be collected _ before 
construction starts. If this is done by the users they will be 
able to contribute a large proportion of the^total cost- of 
the tank (and is one reason why these tanks are chosen for 
self help construction). 

The aggregate can be scored in piles alongside the mortar 
mjxrng stab which is buil: by. trowelling a layer of concrete 
onto a gravel layer 2m x Im square? The slab is finished with 
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a shallow wall or lip to prevent the accidental spillage of 
* 'cement slurry during mixing (see Fig.15). 



Gauge sand in 




Mixing tray with lip> 



Fig.15 Mixing^the mortar by hand 

For isolated, small domestic' tanks, it may be cheaper to 
carry a mixing board as part- of the basic kit. Mixing the 
mortar on the ground surface will contaminate and weaken 
the mortar, and should always be avoided. 

The aggregate piles must be kept. -clean of- soil and other 
material, and are often covered with a plastic sheet or sacking 
to protect the sand from contamination by animals or wind 
blown dust. Make sure that enough sand is collected for each' 
tank before construction begiris. ^ . i 

The cement an,d reinforcement should be collected aqd 
stored under cover. The shuttering and any other equipment ■ 
and tools are also collected and checked, ready for use. Aijiy 
pipework is installed before the concrete is laid. 
- The layout of the site for the larger tanks should be 
arranged to reduce unnecessary work. The cement, sand and 
water should -therefore be stored near the mixing slab or 
concrete mixer on ? one side of the tank site. An approximate-, 
idea of the quantities of material needed for each tank is 
given in the chapters below; it is advisable to have extra 
material on hand to allow for wastage'. 

c. - Casting the foundations 

The foundations .for the small tanks built on the 'site are. 
made by casting a 7.5cm thick slab of- concrete 2.8m in 

' - ' \ 43 



diameter -onto the layer of sand and gravel. The concrete is' 
prepared from a of 1:2:4 (cerr?ent:sand:gravel by volume) 
and is given a week to harden. 

The ring trench of the larger tanks is. filled with concrete 
after the floor slab has been cast, and this is also allowed to 
harden. If foundation beams are -needed under joints in the 
floor slab (for tanks of diameter larger than 10m) these are 
cast at the same time. 

d. Erecting the form work 

The formwo-rk is examined- for. damage, cleaned -and oiled 
with a suitable release agent to prevent tfie concrete from 
sticking. Old motor oil can be used for this purpose. The 
formwork is then erected and bolted together in the way 
described in the chapters below. The recommended forms'are 
built ! from rolled corrugated iron sheets. 

e. Fixing the reinforcing wire and mesh 

sThe woven mesh is wound around the outside face of the 
formwork and tied firmly into place. .For the small tanks it is 
tucked under the formwork to join into the floor slab cast 
after the walls. In the larger tanks it is allowed to hang in the 
wall foundation trench which is then f i I led with concrete; it 
may with advantage be substituted in the larger tanks with 
6mm diameter reinforcing rod at 10cm spacings. 

The hoop wire is then carefully wound around the tank 
and spaced into the corrugatipns v Any joins .in the wire 
should be overlapped by at least 1 / 2 metre and" iied securely 
with soft iron wire; they should not be tied by wrapping the 
soft iron wire along the join as th^s will prevent the mortar, 
from making a proper bond. If the>hoop wires are slack they ' 
can be "tightened by kinking them with a special tool (see 
Fig. 16). 



Wires 



Twist 



Fig. 16 Tool for tightening wires 
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f. Mixing the mortar 

■ The sand and cement are gauged either onto the mixing 
slab or into the concrete mixer in the ratio 1 :3 (cement:sand 
by volume). It is difficult to judge these volumes accurately 



measure the sand-^The box is made to the size 50 x 50 x 40cm; 
1 box full of sand mixed with a 50 kg ba,g of cement will 
give a mortar mix 1 :3- (cement:sand). v 

The dry cement and, sand on 'the mixing slab are turned* 
by hand (if a concrete mixer is not available) several times 
into piles from one side of the slab tothe other until they 
:'are completely mixed together. A hole is then made into the 
centre of the pile, water is added and turned into the mix 
untih the desired consistency is achieved., Add only a small 
amount of water' at a time as it is difficult to make a wet 
mix drier by adding cement and sanfd. The workability^ a 
dry mix can be increased by treading it between the feet to 
, break down any drier lumps. . „ • 

Conventional powered concrete mixers are often 'con- 
demned for true ferrocement construction because they can 
only manage 1 wet mixes, but for the tanks -described here 
macshine mixing will be quite satisfactory. _ 

g. Trowelling the mortar onto the tank walls 

■After mixing, the mortar must be applied quickly to the 
tank, if it is mo.re than Vi an hour or so bid, it should be 
either used to makje up the floor slab or thrown away as the 
cement quickly begins to become unworkable without adding 
an excessive amount erf water. In ■hot climates the mortar 
pile should be covered with wet sacking or black plastic to 
prevent rapjd drying out. 

The mortar is applied by hand to the- walls of the tank, 
with a plasterers' steel float in layers not greater than 1cm 
or so thick; thicker layers will tend to slump off. The mortar 
which has already been prepared at the mixing slab is carried 
to the side of the tanlg and emptied onto a square board 
(75cm x 75cm) which may be made of plywood or planks. 
This board prevent dirt from becoming mixed up with the 
mortar, and catches any mortar that falls off the wall during 
trowelling. The mortar is, scooped off this board using the 




box should be made up to 
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plasterers' float onto a builder's 'hawk' (a square board 
30 x 30cm with a 4cm diameter handle attached to the 
middle of one side) and transferred back onto the face side 
of the float (see Fig.1 7). 





Form 




Hawk 








\ ^ y Float 




/ /^^'^\ f~ Board 






1. MORTAR ONTO HAWK 





2. MORTAR ONTO FLOAT 



3. MORTAR ONTO FORM 



Fig, 17 Trowelling the mortar onto the form work 

The mortar is trowelled onto the formwork from the base, 
of the tank ..upwards to fill the corrugations and just cover 
the reinforcing wire. The walls are built up in this way in 
vertical sections around the tank. The square board is moved 
for each section. 

When this first layer of mortar has hardened sufficiently, 
the surface is brushed rough or scratched ready for " the 
-second layer. This 1cm thick second layer, which provides 
the outside surface to the tank, is finished wrtka smooth 
surface. It must be well bonded to the first laye/Svyhich 
should be 'green', i.e. not hardened completely. \^ 

The next day, the formwork is stripped out from inside^ 
the tank, and a layer of mortar is trowelled on to fill up 
the corrugations and cover up any exposed reinforcing wires. 
Corrugated iron formwork has the great advantage that the 
correct thickness of. the tank walls can be easily maintained 
even by unskilled workers. 

U«$ft£! tank has to be left overhight.with.a* layer incomplete, 
the of the mortar should be cut off square. Next day; 
-the joint should be brushed with a wire brush and be coated 
with a cement slurry to give a strong bond before the applic- 
ation of fresh mortar. It is advisable, to complete any" one 
layer in the same day, or if interruption is anticipated] to 
finish the layer in a complete band around the- tank. Jpins 
will then onjy occur in a horizontal line around the tank; 
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vertical joins which are more likely to open up should be 
Voided. 



Applying the mortar- onto the tank .may appear difficult 
at first, but -most people can learn the knack of doing it 
within a few hours. The secret is to apply, the well mixed 
mortar quickly and firmly with the float, and work it smoothly 
■over the wall. The surface finish Js not of the greatest impor- - 
tance on these tanks; if they are rough they can beTijJed in 
at a la^T~date. The layers must be of uniform thickqess 
throughout, however, with no gaps or weak spots. x v 

h. Curing the tank # 

After the mortar has been applied to the tank walls it 
should be covered up with black plastic or wet sacking. If 
the setting mortar is. exposed to sunlight or wind it will 
quickly lose its water and the final strength and durability 
will be considerably reduced. Loss of moisture in this way 
exaggerates the shrinkage cracks that will form in the mortar 
and can even lead to tank failure. 

In very hot climates the tank must be covered up between 
the application of each layer. In 'milder conditions or under 
cover the tank is left open until the final Inyer has been 
appH^d and it is then covered for a week or more to cure. 
The r^ortar will take at least one month to gain anything like 
its final strength, and for the first few days it will be 'green' ^ 
enough to. hack out by hand for any pipe fittings. 

Curing is absolutely essential for sound, strong tanks, and 
is one of the most important construction steps. It is also 
or?e of the 'most difficult things tp ensure in the field. 

/. The floor and roof 

The floors of the tanks are poured before the walls have been 
built. The roof of the smaller tank is built several days after 
the walls have been built to allow them time to strengthen. 

/'. Filling the tank with water 

Ce-ment mortar shrinks as it dries out in an empty tank 
especially in hot dry climates. If the tank is then filled rapidly 
•with water the mortar does not have time to expand again 
asM| reabsorbs moisture slowly, and the wire reinforcing will 
not contribute to withstanding the stresses in the walls. In 
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this case there is a great rijs/c of severe _crac king or even failure. 
An empty tank, especially one that has; just been built, 
should always be filled Alpwly, and it should be left for a 
week or so with a slWllpw depth of water at the bottom 
before filling. 





Chapter Seven 

Small Tanks for Domestic Use- 
10m 3 Capacity * 

v 

These tanks, have been used for many years in "parts of Afriga 
and have been designed to be as simple as possible to build in. 
self help programmes. The users;, who are at first unskilled in 
this sort of construction; can eorftribute their time and efforts 
in collecting sand and water, digging the foundations and 
preparing the mortar "under the general guidance of a trained 
builder. With experience they quickly learn how to make the 
tanks without further guidance. ■ 

A trained builder with five helpers takes about three days 
to construct the tank. 'The users often contribute some 
money towards the cost of the tankT which helps to cover the 
builders' wages, the cement, reinforcement and the hire of 
the formwork. < 

Design 

The tanks have been .designed for construction by relatively 
unskilled workers. They have a diameter of 2.5 metres, a 
heicjht of 2 metresr-gmng^capacity of 10 cubic metres. Theo 
final wall thickness will be about 4cm. The tanks are built on 
site\an.d should not be moved. 

I • 
Forrnwork 

The |2m high formwork is made from 1 6 sheets of standard 
galvanised roofing iron, 0.6mm thick with 7.5cm corrugations/ 
rolled into a cylinder with a radius of 1 .26m. ■ ; 
■» Stetal angle iron ( 40 x 40 x 5mm) is bolted vertically on the 
insidei face at the ends of each set of four sheets — this allows 
the sheets to be bolted together to form a .circle. Between tha. 
ends of each section is placed a wedge which is'pu,lled / out to 
allow tne formwork to be dismantled (see Fig. 19). 
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Holding bolts 




Corrugated galvanised iron 
■A/ formwork 



Wedge 



- - Bolt holes 
Fig. 19 Assembling the form work 



Construction 



A circular area 2.8m in diameter is cleared at the required si^e 
for the tank and excavated down through the loose topsoil. 
A 1 0cm layer of sand and gravel is laid evenly over the excav- 
ation and a 7.5cm layer of concrete laid on top of this; the. 
concrete mix of. 1:2:4 (cement:sand:aravel by volume) will 
form the foundation slab under the tank. 

Into this concrete foundation is cast a 1 m length of 20mm 
bore steel water pipe with a tap on the outside end. The pipe 
is curved so that it projects 10cm above the floor of the tank; 
a pjece of wire is threaded through the pipe to act as a pull 
through after the tank has been built (see Fig. 20). ^ 




Concrete; 



Water pipe and 
pullthrough 

c 




Iron stake to hold 
water pipe 



V 



F'ig:20 Foundation of tank 

When this concrete floor slab has hardened the formwork 
for the tank is erected. The bolts passing through the angle 
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iron and wedges are tightened to provide a rigid cylindrical 
'fprm. This is cleaned free from cement and dirt, oiled and the 
wire netting wrapped around it to a single thickness and 
tucked under the forms. Th'e netting has a BOmrji mesh', and 
is'-made from 1 .Omm wire (see Fig. 21 ). 



Forms 



Chicken Wire 



Hoop 

reinforcement 



Chicken wire tucked 
under forms 




Fig. 21 Erect form work and wind oh reinforcing wire 




To form the hoop«'reinforcements, the 'straight' galvanised 
ir^n wire, 2.5mm diameter,, is wound tightly around the 
tank from the base at the following spacings: — 

• 2 wires in each corrugation for the first eight 

1 wire in each corrugation to the top 

2 wires on top corrugation. 

About 200m of 2.5mm diameter wire will be needed, weight 
8 kg. The netting provides vertical reinforcement to the tank 
and also holds the hoop wire out of the corrugations. 

The outside i^then. plastered with a layer of mortar made 
from a mix. of 1 :3 .(cement:sand by volume^and as soon as 
this has begun ts> stiffen a second mortar layer is trowelled 
on to cover the reinforcing wires to a depth of 15mm. The 
•surface is finished smooth with a wooden float. 

After a day on so theTormwork is dismantled by removing 
the holding bolts and by, pulling out' the^/vedges which will 
leave the shuttering' free to be stripped away from the inside 
mortar wall. The; sections are lifted /clear of the tank to be 
thoroughly cleaned of any mortar, or cement. / 

A 20cm length of 8cm diameteV ; downpipe is built into the 
wall at the top of the tank to actras an overflow and tne' 
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inside of the tank is plastered with mortar to fill up the cor- 
rugations. When this has hardened sufficiently a second final 
coat is trowelled onto the inside and finished with a wooden 
float. 

A 5cm thick layer of mortar is next laid onto the floor of 
the tank and the junction with the floor and the walls built 
into a coving. 

The floors are unreinforced and these tanks would fracture 
if they were moved. 

Take care that the mortar does not block up the. outlet 
pipe. Before the mortar on the floor has stiffened, form a 
shallow depression in the middle; this will allow the tank to 
be cleaned at a later date - the sediment can be brushed into 
■The hole and cupped out (see Fig. 22). 




Fig. 22 The completed tank 



The inside of the tank is painted with a thick cement 
slurry to seal the tank, a small volume of water js^llowed to 
stand in the bottom of the tank and the tank is covered and 
cured for seven days. (I ' 

Roof 

The tank is covered with sheets of 0.5mm galvanised sheeting 
supported on two lengths of angle iron. Alternatively, a rein- 
f greed mortar roof may be built in the^ways described in 
Chapter 10. Building 'a' mortar roof is hot difficult but it 
requires extra sets of formwork. 



Materials required for 10m3 tank with galvanised iron roof 



Cement 

Plain wire 2.5mm diameter 
Chicken mesh 1m wide 
Water pipe 20mm bore 
Water tap 
Overflow pfpe 

■> ^ 

Galvanised iron sheet and angle 

ir'pn for roof 
Sand 
Gravel 



600 kg. 
200m 
16m 
1m 
1 No. 

20cm of 8cm dia. iron or 
concrete pipe 



1.0m' 



0.5m % 



Chapter Eight - _ . 

Large Open Storage Tank: 
150m 3 Capacity 

These tanks have been b'uilt and used-successfully since, about 
1950 and the cliameters have been made as large as 25 metres 
to hold ,450m 3 of wafer. The walls are constructed on pre- 
fabricated corrugated galvanised iron formwork which is 
erected to^form a complete circle. The cost of the formwork 
is a small item, coming to less -|han about 10% of the total 
cost (see Table 2) and as it will be used during the construc- 
tion of many tanks its initial cost can be shared. ■ # ■ 
< x - 

Design 

The tcgik described in this chapter has a capacity- of 150m 3 , 
with^a height t>f 2m and a 'diameter of- 10m. The walls are 
cast integral with a concrete foundation ring beam, and the 
floor of the tank is cast separate from the walls. There is 
no roof to, the tank. 

Formwork * 

The /formwork consists of 0.6mm corrugated galvanised iron 
sheers rolled to a radius pf 5m. The sheets can be any con- 
venient length, biW when they are bolted together they should 
mik-e^ a circle of the correct size.. If they are unstable when 
ejected they can be propped up from the inside with lengths 
of wood. ; 

The sheets are bolted into single rings with 30 x 6mm 
diameter veranda bolts. The bolt holes are- drilled into the 
convex side of the corrugations (looking from the inside) at 
any one joint ..and nuts are brazed into the concave side 
opposite the holes. The nuts must be securely attached to 
the sheets to pevent turnirig-^hilejoosening the bolts (see 
Fig.23). ^ v ■ ,.v 
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Outside face of tank 



Nut brazed or 
welded to form 




Sheets bolted together • 
Fig. 23 Corrugated iron sheets rotted to 5 metre radius 

The complete ring of shuttering can then be collapsed 
towards by- loosening only one joint, and_by withdrawing the 



well greased bolts the sheets slide across tPw^another reducing 

the diameter of the ring sufficiently to remove the form. . 

If only one or two tanks are to be built, one Complete riisfe* 

of corrugated iron formv^prk- will be satisfactory; this is 

stripped out after it has- been plastere'd and is lifted up to 

form the next ring formwprk. However, if a large number of 

tanks of the same diameter are to be built, it is worthwhile 

to make up three rings for constructing the entire wall at one 

set up. The single rings are heavy and awkward to lift without 

at least 10 people to help. * > 

@ * 

Construct^ 

The site chqsen for the tank is levelled and cleared of topsoil 
for. a radius : of 6m. The inside edge of the foundation trench 
is marked out by attaching a*4.85m tape to a post driven irTfor 
the centre ofsthe tank-site a'nd sweeping out a circle/ marking, 
the ground every metre or so with a peg (see Fig. 24). ; 
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Post 
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Fig.24 Marking out line of foundation trench . 



The floor !' 



The floor is excavated to a defeh of 15cm or so inside the 
marked out ring and levelled with a layer of sand. The side of 
the excavation isfprmed with a packing material (fibre board, 
even thm bricks) and reinforcement consisting of weld mesh 
(20 x 20cm square, 5mm dia.) or 8mm diameter reinforcing 
rod, laid in pjace oh spacing blocks. The slab may be cast in 
one piece without internal- movement joints; a larger slab 
would need movement joints to accommodate shrinkage, -, 
temperature movement and settlement. * ' 

The inlet , and outlet pipework' should be installed before^ 
; -4he floor is poured. Concrete made from 1:2:4 mix (by- 
volume) is. placed and compacted to make the 10cm thick 
''floor slab. The surface of the slab is screeded level with a" 
straight edged board and a shallow depression is scooped out 
in the centre; this will allow the 'tank to be emptied and 
■ cleaned. 

The floor slab should be covered with a sheet of plastic or 
wet sacking for a week to allow the concrete to harden. This 
is especially important in hot sunny climates. 

The cost of the materials to construct the floor slab is 
likely to make up perhaps half of the total material cost, of 
the. tank The- slab can be replaced by a layer of suitable 
rubber sheeting, or puddled clay, but in this case the tanks 
walls are constructed first.' . • 

Mesh sieve to -s, 4.85m radius 

pipe mouth 



Packing , 

material Reinforcement 
f 



^ '•' 



, ! Spacing blocks 

Inlet and outlet pipe set in ' Sand 

position before floor slab is 
cast. 

Fig. 25 Casting the floor slab 

The walls 1 

A trench 30cm wide and 30cm deep is next excavated around 
the floor slab (see Fig. 26). Take care not to' undercut -the 
floor slab. 
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4mm diameter y Formwork erected over 
hoop wire.'L^jj^. trench on blocks 

. Packing material 



p y^vAs^w>.'A^ v.v/sl ' vys 1 ,'^ va-^v.'-vv ^v/^sy 



GdYicrete in trench 
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Vertical reinforcement hanging ^Blocks to hold up formwork 

into trench cast into concrete 

Fig. 26 Assembling the formwork 

The formwork is assembled and erected on blocks or bricks 
that have been piled in the bottom of the ring trench. The 
reinforcement, pig netting, or similar mesh, is drawn tightly 
around the formwork , and' overlapped about 20cm at the 
ends; this overlap is sewn together with soft iron" tie wire. 

The wire mesh is arranged to hang down into the. trench 
where it will be concreted into place. An alternative design 
replaces the mesh with 6mm steel reinforcing rod at 10cm 
centres around the tank; this will be stronger and is likely to - 
be cheaper to buy and transport. 

The main/hoop wire reinforcement of 4mm diameter is 
wound around the^formwd'rk on top of the mesh at the- 
spacmgs given below and tightened. When a join has to be 
made in the hoop wire, it is preferable to fasten the ends to" 
the pig netting or rods and- give a generous overlap of 1m 
with the new wire. If only one ring of formwork sheeting is 
available the netting or steel rods are allowed to hang over 
into the tank. . 

The hoop wires are wouncl from the base at the following 
spacmgs;- : ■ » 

2 wires in each corrugation for the first twenty 

1 wire in each corrugation to the top ; 

2 wires in top corrugation . j 

Packing material i£ jiow re-fastened around the edge of 
the floor slab and the ring trench is filled with 1 :2:4 (cemejnt: 
sand:gravel) by volume concrete. This packing material will 
be removed later and the slot filled with hot bitumeri to' 
provide a watertight movement joint between the floor jand 
the wall. * '■ .J * 

The wire mesh or vertical reinforcement rods will no\iv be 
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firmly concreted into the foundation beam and will help, to 
resist cracking at the foot of the wall. 

Using only a single ring of sheet form work 

With the reinforcing wire in place, a fairly dry 1:3 mortar 
mix_(bv volume) is trowell'ed into the corrugations covering, 
all the wires. After 24 hours, during which time the mortar 
must be kept damp, two of the greased bolts making up a 
joint, are withdrawn, the single ring is collapsed inwards and 
moved up into position for the next lift. If another circle of 
wire mesh, is required it need only be overlapped 10cm hori- 
zontally and again about 10cm vertically at the ends when 
making fast. The hoop reinforcing is again tightly wrapped 
round, not forgetting the 1m of overlap; and the new lift is 
trowelled on as before. At the same.time the corrugations on 
.the inside of the first lift can be completely plastered up so- 
that no reinforcement is visible from the inside. 

The third lift is built in the same way, and on removal of 
the formwork the tank wall can be finished off by applying 
a 15mm mortar layer to the inside and floated to obtain a 
glazed watertight finish. The outside is also given , a 1.5cm 
mortar layer. In practice the above p'roced-dt^:.fesults in a wall 
of between 7. 5-8. 5cm in thickneslfwrth "the reinforcing. in the 
-"centre. A mortar coving is trowelled into the junction of the 
wall and the ring foundation beam. 

When Ijftmg the single ring to the next l-ift the ring is 
nested into the top corrugation of the previous mortar lift 
but in practice this .does not always- work due to slight irregu-.. 
lanties in the top .and bottom diametres of the formwork. 
The rings, however, can rest quite firmly on the top of the 
previous lift and require only minor adjustment in level and 
|>TDrftb bef@re applying , the reirifar : .cing r ^re *a,nd • cemenf 
mortar covering. Generally, the corrugated iron sheets come 
in widths of 0.66m and three separate lifts will be needed to 
make a 2m high wall. ^ - 

Curing the tank has already been described in Chapter 6. 
.Having three complete rings of corrugated iron formwork 
will allow the tank to be built in one complete lift which will 
reduce the risks'of cracking between improperly bonded lifts. 
It is also very much easier/ " 
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The packing material between the floor slab and the foun- 
dation beam is removed and hot bitumen poured in to make 
the nrrbvement joint (see Fig. 27). 



Remove packing material 

a " 
t ■ 



Paint joint with paraffin 
and bitumen 




Fill joint with 
hot bitumen 

.•A 



Fig. 27 Making the expansion joint 




Before pouring the bitumen joint seals, the joint must be 
completely dry and clean with no loose mortar or dust adher- 
ing to the sides or the bottom. Firstly, both faces of the joint 
should be painted with paraffin' and then both faces should 
receive one coat of bitu mastic paint. Immediately after paint- 
ing, the joint may be filled with molten bitumen; the joint 
should be slightly over filled. 

Materials required for 1 50m tank 

Walls: Cement 2300 kg 

Sand 

4mm diameter wire — 1200m 

Heavy duty wire mesh, 

35m rolls at 1m high 3 No. rolls 

or 6mm diameter reinforcing 
rods, 2.3m high 



310 No. or 180 kg 
weight 



Floor: (Concrete slab 1 0cm thick) 
Cement 

Sand . 

Gravel 

Weld mesh 

or 8mm diameter reinforcing, 

rods (at 30cm centres) 
Bitumastic sealer 
Inlet, overflow and outlet 
pipes as needed 

These quantities may be used to estimate the 
needed for a tank of this size.^ee Table 2. 



12100 kg 
5m 3 
2.5m 3 
80m2 



250 kg* 
50 litres 



on-site cost of materials 
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Part 3 Alternative Designs 

1 

The designs described in this part of the handbook have all 
been successfully built and tested. The first one describes 
a small rainwater jar of small capacity which isxheap because 
it does not require reinforcing mesh and is built onto a simple 
mould. The second design shows water tanks being made on a 
factory basis in New Zealand; the forms for these are especially 
fabricated from steel' plate and the thickness of the walls 
must be carefully controlled during the trowelling. The cor- 
rugations in the self-help type formwork, in comparispn, 
effectively ensure that the walls are of adequate thickness. 
Other examples show tanks made with the minimum of forfn- 
work (or no formwork at all), one of which is built onto a 
permanent adobe (mud and grass) wall. 

These alternative designs have been included to demon- 
strate the flexibility of wire-reinforced cement-mortar and 
will perhaps encourage the reader to develop his own con- 
struction methods. 



4 
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Chapter Nine 

'Small Jars 'of Unreinforced Mortar: / 
0,25m 3 , Thailand / 

a. 

Thailand with its wet monsoon climate hasjong periods of 
rainfall during the year. Many of the Thai people in both 
rural and urban areas collect the rainwater that runs off the 
roofs and store' it in large pottery jars for domestic use. 
This is a traditional way of providing themselves with a 
domestic water supply which is both clean and convenient. 
During the dry/periods, however, water is taken from wells 
or from ponds'. 'which are often contaminated causing much 
i hi nes.S' amongst'-ifhe people. The water supply from the roof 
can be* made to last much longer into the dry period simply 
by ed'ding 'extra storage jars. 

A cheap, and- strong 'water jar made* from a mortar of sand 
and cement has bee ri devised. -These jars do not "have expen- 
sive wire mesh reinforcing and can be made very large, per- 
haps up to 40,00 litres (4m 3 ). Jars holding 250 litres of water 
cost less, than one tenth of the conventional" clay jars to 
make. The ..users with no- previous experience have been 
taught the skills' necessary to make these jars in training 
■periods of less than two days. These water jars enable any 
householder- with a suitable roof to cheaply improve his 
water supply by his own efforts. They can also be used for 
grain storage. ' 6 j ■ • " "* 

■ The method illustrated in Photos 2.1 to 2.10 will 'make a- 
jar of 250 litres capacity. ' / , . ' - ■; 



PfiotcTT" Waking a small water jar: 250 litres. Thailand 



S, 




2.1 Place two pieces of gunny cloth (hessian sacking) 125cm by 1 10cm 
together and mark out. Sew the two pieces together along the curved 
lines leaving the top and bottom open. 




2.2 After sewing, turn the sack inside out. 
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2.3 Make a precast mortar bottom plate, 60cm in diameter and 1.5cm 
thick. Make the mortar from* a mix of 1:2 cement :sWnd by volume as 
dry as possible consistent with easy trowelling. 




2.4 Place the sack on the bottom plate with tha.sma/Ier~opening down- 
wards and fill the space inside with paddy husk; sawdust or sand. The 
weight of the fill will hojd the lower edge of the/sack firmly on-the 
bottom plate. Make sure that the mortar bottom plate sticks out from 

under the sacking. 
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2.5 When the sack is filled up, fold the top and tie it into the shape 
of a traditional water jar. Use a piece of wood to tap on the mould to 

make it round and fair. 




2.7 Place a circular ring on'the top of the sack to make a mould for the 
opening of the jar. This can be made of wood or precast mortar. 




2.9 Plasty the second layer of 0.5cm in the same manner as the first 
layer. Chec\ the -mortar layer for thickness by pushing in a nail: any 
weak or thih\spots should be built up with an extra layer of mortar. 

Build up the opening. 




2.10 Remove the contents of the gunny bag and the bag 24 hours 
after the jar has been made. Check the jar fohany defects and correct 
these with mortar; the inside of the jar should\also be t painted with a 
cement slurry. Cure the jar out of sunlight and drying winds, preferably 

under damp sacking pr plastic sheet for at least 2 weeks. 
This technique has been used with great success in Thai/and and pots of 
up to 4000 litres (approx WOO galls.) capacity have been made in this 

«, way. 
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Chapter Ten 

Factory-Made Tanks - ■ 

T to 25m 3 Capacity, New Zealand 

Ferrocement tanks h^ve been made commercially in New 
Zealand for many yea}rs and have now largely replaced the 
more traditional corrugated galvanised iron tanks*. They are 
used mainly to store water for domestic and dairy purposes 
on the farm but they are also winning acceptance for indust- 
rial liquid storage. The cost of the smaller tanks is comparable 
with that of tanks made from other materials such as gal- 
vanised .iron; the cost pet unit volume decreases rapidly' 
with increase in size. \ 

V 

Tank sizes \ 

The tanks are constructed in \yarious sizes, with capacities 
from 1m 3 to 25m 3 , diameters f'r v om 1m to 3.6m, and heights 
from 1 .3m to 2.9m. \ 

_ Costs of constructing the various sized tanks are shown 
below. With specially built formwork and machine mortar 
mixers each tank takes from 2-5 man days to build. These 
costs' have been obtained from an average of manufacturers' 
prices and reflect the relatively* hi^h wage costs in New 
Zealand. \ 

Design r \ k 

The water pressure in a tank full of water generates stresses'in 
the tank that are difficult to calculate structurally. The New 
Zealand tanks have been.designed to resist oVily hoop stresses, 
and a layer of woven netting is included as noYninal reinforce- 
ment; this netting in_.fact provides the only reinforcement at 
the base of the wall where it joins with the floV — the point 
of greatest stress. This section js thickened during construc- 
tion and from information given by the manufacturers there - 



is no evidence that cracks, develop under norrnal loads. The 
only causes of failure reported ^ have resulted from damage 
during delivery: 

All of the tanks are built with an integral roof and a covered 
access hvatch. 



« Table 4: Sizes and cost of New Zealand tanks 



Capacity 


Diameter 
(m) 


Height 
(m) 


Weight 
(tonne) 


Price ( 
(3)NZ 


COSr//77° 

(S/m3) 

+ - 


0.9 


1.20 


1,30 


0.25 


36.0 


40.0 


1.8 ' 


1.55 


1.30 


0.30 


48.0 


26.5 


2.7 


1.85 


1.30 


0.45 


58-0 


21.5 


3.6 


2.00 


1 .45 


0.80 


73.0 


20.5 


4.5 


2.00 


1.95/ 


1.25 


93.0 


20.5 


9.0 


2.90 


1.95 


2.10 


170.0 


19.0 


13.5 


2.90 


2.60 


3.0 


210.0 


' 15.5 


18.0 


3.65 


2.60 


4.00 


250.0 


13.8 


, 22.5 


3.65 ■ 


2.90 


,5.00 

1 


* 280.0 


12.5 



Materials heeded to make a 9m 3 tank 

Cement ' 740 Hgm 

Sand 1.00m? 

Plain wire 4.0mm dia. 330m ' 

Wire mesh 1 m wide rolls 28m 

Weld mesh for slab 7m 2 
"Rhese quantities are greater than those shown for a comparable tank 
built by self help (Chapter 7). The tanks described in this chapter hawe 
to be stronger than the self-help tanks to withstand the extra stresses 
produced during transportation. 

Construction (see photos 3 and 4) 

The tanks are constructed on special fabricateo 1 -steel forrrv 
work which is quickly erected (seeFig.28} or on to temporary 
timber formwork. Usually the floor of the tank is cast first; 
this is reinforced with welded steel mesh made from 8mm 
diameter rods at 20cm centres and given a thickness. varying 
from 6cm. for the small tanks to 10cm for the larger tanks. 
Loops of 8mm steel are allowed to project frorn the sides of 
the base to allow for easy handling; this also reduces the 
stresses that will be set up in the tanks as they are being lifted 
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Photo 3 Construction details of commercial tanks (New Zealand). 




3.1 The ipside former, which 
provides the tank shape, is usually 
a series of vertical planks suppor- 
ted by a steel frame. These will 
be sheathed in sheet steel before 
applying the plaster. 




3.2 'After applying the Initial 
plaster the reinforcing is placid. 
This consists of a layer of netting 
and a continuous spiral of wire. 
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Photo 4 Construction details»of commercial tanks (New Zealand) cont. 




4.1 The reinforcing wire and 
mesh become embedded in the 
plaster build-up. 




4.k corner of a terrocement manufacturer's yard. The white-painted • 
tanks towards the left are complete and ready for delivery. The tanks 
on the right are at various stages of roof construct/on. The elJiptical 
septic tanks in the foreground are also manufactured by the ferrocement 

technique. 
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BASE MOULD 



Fig 28 Commercial tank form work 
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or winched,. Experience over\ many years with these tanks 
indicates that the only failuresXthat have occurred have been 
due* to rough handling during delivery. A strip of chicken 
wire is also cast into the sides of the floor and is bent up into 
the walls (see Fig. 29) . 



Chicken mesh 



Top ring mould 



Steel floor \ Jf"^ 
reinf. ^ i Tr s< " ;;; ^ii 



Bend up mesh into wall 
Bottom ring mould 





Ring moulds and reinforcement 

Fig. 29 Casting the base slab 



Poured floor 



When the floor slab has been cast the forrnwork is erected 
ancHhe chicken wire folded up against the shuttering. A layer 
of chicken wire or weld mesft made from 2mm wire at 5cm 
centres is wrapped around the tank to.cover the shuttering 
from top tojDOttom (see' Fig. 30). 



1 



Cylindrical form 





Hoop wire reinforcement 



}i*V^ Mesh 



Fig. 30 Assembling the forrnwork and reinforcement 

w .*Th^ main reinforcement, 4mm diameter straight wire, is 
'wrapped tightly around' the tank in a spiral wjth a 5cm gap 
between the wires. Theoretically this gap ^hotfJH be rrtuch 
smaller at the bottom of the'tank than at the top, to take\the 
greater stresses, but in practice the spacing is left constant. 

73 



This, prevents mistakes during construction and "does -not add 
appreciably to the total costs. The same* spacing «js often 
used on all of the tanks, both small and large. , y 

The first mortar layer (1:3 cement:sand by voflime) is 
trowelled onto the tank 1cm thick" and given 24 hxirs to 
harden. A second layer of mortar is then trowelled on and 
finished smooth with a plasterer's float; this is also g'ven 24 
hours to harden. \ 

The formwork is now carefully stripped and removed from 
inside, the tank and .a third layer of mortar is trowelled on 
the inside to completely cover up the reinforcement. A thick 
unenforced coving is added to strengthen the joint between 
! he -walks and the floor of the tank. 

Finally, the roof -is built onto the tank by laying mortar 
onto shaped formwork which is propped from underneath. 
The roof is reinforced with two layers of wire mesh which is 
tied onto the mesh protruding- up "from the walls (see Fig. 31). 



Trowel on mortar 



Mesh 





Form for roof 



Fig. 31 Constructing the roof 

A prefabricated angle-iron frarne is set into the wire mesh 
to provide formwork for an"access hatch' into the finished 
tank. This is removed after ithe mortar has set (see Fig. 32). 

Mortar is trowelled on in a 3cm layer and allowed to cure 
for three days. When it is strong enough the roof and access 
hatch formwork is stripped' and a layer o'f mortar trowelled 
onto the underside of the tank root. 4 x , ' . " 

to \- . 

The tank is finally painted iqside with a coat of cement 
and'water slurry, a, small volume of water js allowed to stand 
in the bottom of the tank and the tank is covered and cured 
-for at least seven days for the mortar to. harden properly. 
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Concrete lid 




Fig. 32 Making the access hatch t 
Transporting the tanks ' 

The factory made tanks of less than 25m 3 capacity are light 
enough to be earned Isy lorry. They are taken to the prepared 
site and joined directly to 'the necessary pipe^connections; 
tanks of larger capacity (greater than 25m ) are usually built 
on the site. The smaller, lighter tanks are lifted onto and off- 
loaded from a truck with a truck mounted hoist. 

The .larger tanks are winched onto the truck with a sling. 
The first step is to jack one edge of the tank cle^ar of the 
ground. The truck is then so positioned that a pair of steel 
runners resting on its carrying platform can be placed under 
the tank to form a 'ramp. A wire rope sling is fitted round the 
tank which is then drawn up the ramp by a winch mounted 
on the truck. Steel pipes are used as rollers when moving the 
tank. ' . ^ . 

For unloading, the platform of the truck is raised slightly 
and the tank slides down the ramp. The steel pipes are, again 
used%aSjTX)Rfirs and the downward 'movement is controlled by 
the winch.-' t- ■> 
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Chapter Eleven 

Demonstration Tank Built without 
Formwork: 6m 3 Capacity, U.K. ' 

This tank was constructed for demonstration purposes in 
order to investigate the feasibility of constructing a tank 
without any shuttering' The reinforcement form was built 
from welded mesh and "covered with two layers of chicken 
wire. Mortar was applied from the outside and forced through 
the netting to the inside: it would have been better to apply 
the mortar from the., inside, but this would have made the 
construction work more difficult as all of the mortar would 
have had Jo be lifted in through the roof. 

From the experience gained in this project we do not 
recommend this method of construction, although it is similar 
to the more conventional techniques of ferrocement. The, 
extra cost of the welded and woven mesh would have paid 
for a cheap shutter and, because of the thin gauge of weld 
mesh used, the mortar core was flexible and moved during 
plastering causing the mortar core to slump. The design 'has 
been included because some of the features of construction 
are of similar design to 'others. 

Tank size 

The tank was constructed with a diameter of 2m, a height 
of 2m and a wall thickness of 3cm. The capacity of the tank 
was 6.3m 3 . 

Design 

The tank was designed to' be constructed without any form- 
work; the preliminary calculations indicated that the maxi- 
mum loads that the tank would have to take would not 
overcome the strength of even unreinforced mortar. The 
reinforcement was therefore included for ease of construe- 
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tion and to prevent, shrinkage during curing, rather than 
for strength. a 



Construction (see plfotos 5. 1 to 5. 11) 

A circle of 3m diameter was marked on the' ground and 
cleared of topsoil, the excavation was backfilled with a layer 
of sand and gravei. A peg was driven into the gravel through 
the. centre of the foundation and a circle of 1m radius traced 
out around the peg. This marked the outside. face of the 
-tank and a row of disused' bricks was placed to act as tem- 
porary formwork to.^he concrete floor. A layer of weld 
mesh was laid across the-circle and strips of chicken wire 
tied around the edges. The weld mesh and, chicken mesh 
were bent up. in a circle over the inside edge of the bricks, 
and a layer of cardboard frxed ? fo the inside, allowing the 
coving on 'the inside of the tank to be built up. Alternatively, 
the reinforcement may be topped by a second fayer of bricks 
and bent up at a later date when the floor slab has-hardened 
(see Fig. 53). 

Centre line of tank 
1m radius 

Cardboard strip 

^ Chicken mesh 

~^~~ r ~~r^ T r j ~-. ■ >1?t~i> We,d mesh 

Fig.33 Making the base of the tank 

When the floor" slab had .hardened, a 3m high section of 
weld mesh was- erected in the shape of a cylinder, on the floor 
slab, the floor mesh and .weld mesh was bent up and tied to 
the cylinder wfth soft iron tie wire. Two layers of chicken 
wire were then wrapped around the weld mesfa formwork 
and tied securely into place (see Fig. 34). 

A mortar core wall of 1:3 (cement.'sand by volume) was 
then trowelled onto the reinforcement. One man stood out- 
side the tank and pushed a trowel full of mortar through the 
reinforcement to a manjstanding on the inside of the tank 
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Photo 5 Constructing experimental tank on weld mesh frame (UK). 
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5.9 Form work for ( 
roof. ? i 



5.10 Bui/ding up 
the roof. Note 
the roof shvtters. 





5.1 3 Finished tank 
painted white. 
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Fig. 34 Erecting the wall reinforcement 



also holding d trowel. This process proved time Consuming 
and. difficult, -as during the trowelling the reinforcement ten- 
ded to shake and move causing the mortar to slump down. 
This could perhaps have been avoided, dy using one or more 
extra layers of chicken mesh but at extra cost. Great care 
was taken to make sure that the mortar penetrated into the 
reinforcement at the junction wkh the floor slab. 

-The core wall was given a day to harden 'and 1cm thick 
ia^Ps of mortar were -trowelled onto both the inside and 
outside faces of the tank. The tank walls were given a week,, 
to cure under a cover of black plastic sheeting. 

The roof was next constructed by bending down the weld 
mesh and fastening on top of this a series of sections to form 
a core with a 30cm diameter hole in the centre. Chicken wire 
was attached, shuttering was propped up from beneath and 
the roof was cast in mortar (see Fig. 35). 

After several days, the shuttering was stripped out and the 
inside of the tank given a wash of thick cement slurry. The 
tank was again allowed to cure for a week under cover and 
the outside of the tank painted white. 



Tie on chicken rriesh 



Bend down weld mesh 



Plywood shutter 




Fig.35 Making the roof 



Materials required for construction 
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Cement 

Weld mesh, 15cm mesh,< 
diameter, 4m.x 2m shee 

Woven mesh, 2cm openings, 1m 
high rolls 30m loag 

Sand' 

Timber and plyvyood for roof 
i\ shutters 



400 kg- 



2 No. 



1 No. 
1.0m 3 



3 
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Chapter Twelve 

Traditional Adobe Granary Bins, 

Ferrocement Lined, Converted 

to Water Tanks: lOrn" 5 Capacity, Mali / 

The Dogon peop.le of Mali, living in the Sahelian drought 
zone with a rainfall of only about 40cm per year, suffer 
greatly from water shortages "during the dry season. The 
method of storing water described in this chapter was devised 
to 'provide a cheap tank for water collected fronxthe flat 
r^ofs of the houses. Rain is of such importance to the Dogon 
people that they have built many myths and customs around 
the coming of the rainy season., The water tanks, which con-' 
sist of traditional grain bins, I in'ed^wjth a. thin layer of rein- 
forced mortar, are readily acceptable to the users and fit 
-well into their social and cultural visions -of life. The bins 
already exist outside each group of houses and can be adap- 
ted with the minirrjum of work and skills on the part of the 
users (see Fig. 36). * 




Fig. 36 Rainwater tank outside houses, Mali 



Design 

The tanks are built in a way that could not be simpler, con- 
sisting of traditional grain bins lined with a layer of chicken 
wire and mortar. The cylindrical adobe walls "provide the 
formwork which supports the mortar, and if covered at the 
top with plastic sheeting allow the mortar to cure safely. 
The bottom of the tank is built up into a basig shape usffig 
a soil-cement mix, this avoids corners in the tank and reduces 
the risks of cracking under loa^i. The single 1cm thick layer 
^ njo/ta'r will not support the weight of water in a full tank 
on its own but most of the load will be taken by the thick 
adobe walling which is reinforced with grass fibres. The tan-ks 
are about 2.4 metres high and 2.6 metres in diameter. The 
roof is flat with a removable dome for access; this prevents 
rubbish from falling into the tank and cuts down evaporation 
losses. 

There will be difficulties when the adobe walling which 
provides a permanent support begins to erode in the rain. If 
the users do not keep this in good repair the tank is likely to 
crack and leak. ' • 

Construction (see photos 6 and 7) 

If a new storage tank is to be built the site must be cleared * 
and an adobe bin built up in the traditional way. The bottom 
ot the bin is rounded into a basin shape using a soil-cement 
mixture (aoout 1:10 cement: soil by volume) and the chicken 
mesh stapled around the inside of the bin. Cement mortar 
of 1 :3 mix (cement:sand by volume) is trowelled on by hand 
in a single layer 1cm or so thick over the walls and floor. A 

small amount of water is stood, in a bucket at the bottom of 

the tank to keep the air moif J and tfie top of the tank covered " 
with s layer of plastic sheeting. This effectively seals the 
tank and allows the mortar to cure. 

Converting an existing granary into" a water tank follows 
exactly the same procedure. 

The roof of the tank is built in the traditional way by 
constructing a timber frame laid flat over the top of the tank, 
covering this with branches, then building up a layer of 
adobe. The traditional access through .a removable thatch lid, 
is replaced by a permanent adobe cover. 
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oto 6 Ferrocement-lined adobe granary bin under.construction. 
Mali 



the roof to the 'tajpik. can be considerably improved by 
replacing this type of s|hacture,:by a slab of reinforced con- 
crete, with ^a lid for access (see F+g.37). """"^ 




Reinforced concrete^lab 
cast on timbers 



F 



Cut out timber 
support after 
concrete has set 




Ferrocement dome cast 
on ground apd lifted into 
C place 




REINFORCED CONCRETE ROOF 

Fig. 37 Ferrocement-lined adobe tanks 
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FERROCEMENT DOME ROOF 



Alternatively, the roof may be built from a ferrocement 
dome reinforced with straight' wire. This may be built on the 
ground on a simple mould bui.lt up from earth and covered 
with a plastic sheet; or directly on to the tank over temporary 
formwork built from timber and sticks. v : ! 

The domes are a naturally strong shape ideally suited for 
ferrocement. £ 

Water is taken from these tanks, from a hole in the roof 
(see Photo 8) This obliges the users to climb up for water 
which will encourage rationing but is likely to increase the 
risk of accidental contamination. For a newly constructed 
tank the more usual pipe may be bui-lt into the floor with a 
tap on the outside, unless the users are careful, however the 
tap -may be left running and the water in the tank will then 
be wasted. 

Materials required (for a 1 3m 3 capacity tank) 



Cement 450>€ 

Sand 0.7m 3 

Chicken mesh 1m wide 15m , 

Polythene sheeting '5m 2 



Photo- 8 Using the tanks 




8.1 Lifting cover off tank 8.2 Lifting wdter o.ut of tank 
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Chapter Thirteen 

Roofed Tank with makeshift 
Formwork: 40m 3 Capacity,. Rhodesia - ■ 

These tanks 'have be^n developed^for construction in rural 
areas and their mainj feature is jtfre use of cheap plywood, 
sheet iron, or even woven stick formwork. The sheets are 
held in place by vertical angle irofi sections' set into the foun- 
dations to make a cirjcle. The reinforcing wires are tied, to. the 
outside of th,e angle/iron sections which are embedded into 
the wall structure during-plastering (see Photo 9). 

The tanks are bu/'iit with a diameter of 5m and a depth 
of '2m. They hold/4/0m 3 of water. The final Wall thickness is 
approximately ,5cm built up from a 1:3 (cement: sand by 
.volume) moftar. 



Design 

The tanks have bebn designed to take-hoop stresses only and" 
no vertical reinforcement is ■ included. The vertical angle 
iron will resist mcjst of the force of the water tending topush 
the base of the /wall outwards l ; t 'would' be expected that 
loading would concentrate at the base of the angle irons^to 
cause cracking, but long field experience has demonstrated 
that this does not occur. The tlnk walls are carried on a 
foundation and [are not continuous with the floor of the 
tank; the floor/can therefore be made from puddled clay. 



Construction 

A suitable site on firm ground is chosen and the .topsoil 
cleared to fqrrih a circle of 6m diameter,Vthe centre of ..the 
circle is markefJ with a peg. / , . 

.The wall foundation trench is marked on the ground 
by attaching a tape measure to the centre peg, tracing out a 



Photo 9 Roofed tank, Rhodesia 




9.2 Backfilling foundations with concrete 
and placing angle iron 
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radius of 2.5m on the ground. A tieuch~3Q x 30cm is dutj. 
A similar trench for any pipework is also excavated and the 
pipework -installed. 

A concrete mix of 1 : 2>2 : 5 (by volume) is then placed in 
ali foundations; it should be well compacted for maximum 
density and finished off with a level .suuace. • 

Twenty four lengths of 2.3m loncfangle iron, 30 x 30 x 4mm 
sections are cast into' the wet foundation concrete at 65cm 
centres to a depth of 30cm. These must be placed truly ver- 
tical and supported whilst the concrete sets as they will 
determine the shape of the tank; the concrete should be. 
given several days to harden before the walls are constructed. 

'Straight' galvanised steel wire, 4mm diameter, is now 
wrapped around the ring of vertical ancle iron supports, 
starting from the bottom at 5cm spacings. At each angle 
iron each strand of wire is tied with soft iron wire. Tftree 
extra strands are wrapped around the top of the tank. 

The formwork to make the tanks consists of sheets of thin 
plywood or' flat galvanised iron sheeting. When the reinforc- 
ing wire has been attached up the full height of the tank the 
formwork sheeting is fastened inside the ring of angle\iron 
supports, and tied to them with soft iron wire. The walls 
are now ready to be plastered. 

A morta-r layer is trowelled 1cm thick onto the outside 
of the tank, given 24 hours to harden and a second coat 
applied and finished with a plasterers' steel float. 

Some tank builders, who have limited quantities of form- 
work sheeting, use one or two sheets only and plaster the 
tank walls in sectiotis with complete success. In this case the 
sheeting is .left in place until the mortar has hardened and is 
strong enough to stand up on its own. The formwork is then 
stripped irom the tank and moved to an adjacent panel. 
We do wot recommend this economy, however, as complete 
sets of self supporting ^huttering make construction very 
much simpler. ^ ' • 

The formwork is finally stripped from the inside of the 
tank and a third mortar layer 1cm thick is applied to the 
inside of the tank". Finally, a fourth mortar layer is trowelled 
orjto the inside of the tank and the tank is covered and 
allowed to cure. 



The roof 

II a root is r> be built over the tank, it is given a 50cm dia- 
merei access hatch at the centre to allow access for cleaning. 
The roof reinforcement consists of steel rods, 8mm in dia- 
meter whi 
the tank, 



as ten en- tu 



are placed at 32.5cm centres around the top of 
mu alternate rods which are either 3m long and 



ncjie iron in the walls, or 2m long -and 
fastened to the hoop wire, before the walls are. plastered. The 
f ods on the angle iron supports are bent down to form, a 
canopy then tied temporarily -to a prop erected in the centre! 
of the tank, this will leave an opening for the access hatch,. 
The shorter-Tods attached to" the hoop wires stop short of 
the centre support 4mrrr dmmeter wire is wound in a spiral 
over the 1 top ol thejanM %t 10cm spacings and -tied to each 
radial re-m for cement r,o'd with soft iron tie wire. 

One section of trie reinforcement is often left loose to 
heet formwork of the walls to be lifted out. At 



anuv 



his staae 



r h 



va 



Is are ready to be plastered (see Fig. 38). 



8mm diameter . ~ 
3mm long rod__JL- ^ 



Roof opening 
1 



4mm hoop wire 



Attach to angle iron' 



Angle iron 



3 



K Prop 




8mrry diameter 
2m long rod 
attached to 
/Ho.op wire 



Hoop wire with 
angle iron removed 



SECTION THROUGH TANK 

r. '< ■ • 

Fig. 38 Building the roof 

Plastering the roof is carried out after the* 
piastereci m stages starting at the." sides of 'the-j^^pi. t^ere 
is insufficient sheet formwork). The sheets are$$pedJbp 
from below hard against the reinforcement and a 3cm lay£r 
of mortar trowelled onto the top.. When this has hardened 
after 2 or 3 days,' the sheet is stripped and moved to an 
adjacent, unplastered part of- the roof., Th'is is plastered in 
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After The' roof 'has 'been 'completed the floor of the tank is 

laid with a 7cm thick reinforced concrete layer. This part of 
the work can be carried out before the roof and walls are 
constructed in the way described ia Chapter 8; alternatively, 
an access hatch at the edge of the roof may be unplastered 
through which the concrete can be lowered. 



Materials needed for construction 



Cement 

Angle iron 30 x 30 x 4mm, 

24 No. @ 2.3m long 
Straight wire 4mm diameter 
8mm diameter reinforcing rod, 

24 at 3m long, 24 at 2m long 



2010 kg 



55m 
900m 



120m or 65 kg 



f 



i 




98 







Chapter Fourteen • v 7iS^-fc^ v 

Opten Tank with Makeshift For.mvvork: 
150m 3 Capacity, U.S.A. / * 

These tanks have been built for over 20 years by farmers in 
Arizona, U.S.A., to provide cheap' and durable- water storage 
for their cattle. They are built by one man in 90-1.00 hours of' 
work, using powered mixing equipment and a pic'k-upvtruck 
to collect the aggregate. The tank is reinforced by two layers' 
of weld mesh povered inside and outside with woven chicken 
wire,. Metal sheets are wired to the outside of the stiff wall of 
reinforcement to provide a .temporaey back-up form as the 
mortar is plastered on from the inside. This method of* tank 
buiLding is relatively expensive due to the cost of the mesh 
reinforcement. The tanks are used "mainly for water storage 
for cattle and are usually filled from wind powered pumps 
(see Photo 10). • "'' ' ■ . - 

The tanks are built with various capacities, fromf 20-T50m 3 
vyith diameters fr,om 2.5 to 1 metres and a depth of 2m. The 
one described in this section has a capcity of 1 50m- 3 . - 



Design 

The tanks have been designed as conventional "reinforced con- 
cre^e^an^jhe chicken wire is assujimd^- con tribute little. - . 
towards the strength of the tank.' 1 The mnaximum size of tank ■ 
that will stand up without cracking has been calculated to be 
10m diameter "and several tanks of this size-'have been used in 
the arid Arizona climate without fracturing. The tanks are 
constructed with the floor and the- walls joined joined to- 
gether without reinforcement, at the joint; experience' has 
shown that the joint does not brack and allow leakage. The 
floor is unreinforced. The tanks are , located so that inlet to 
the tank fills the tank' by gravity; when the tank is full water 
overflows back into the well beneath the windmill. - . . . i> 
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Photo 10 Building the tanks, USA. 




10.1 Cheap shuttering from f fattened oi/drums 




10.2 Applying mortar, from inside the tank 
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Construction 



The site area is cleared of surface vegetation and the line of 
the tank walls is marked out on the ground with a 5'm radius 
from the centre peg. 

The rolls of weld mesh for the 2m high mside^and outside 
layers from 5mm steel wire, are unrolled on the ground and 
joined to give the desired length of 31 .5m. "The outside layer 
is folded down 30cm at the top and the inside hoop is folded 
up 40cm. ! 

The mesh layers are re-rolled, carried to the tank site, 
opened up anditied together to form a wall of double layered 
mesh on the marked out circle fsee Fig. 39). The mesh is held 



Weldmesh 



Chicken wire 



* WALL SECTION 

Fig. 39 Construction of 150m 3 tank, USA 

to the ground by 30cm long 8mm steel rod; staples bent 
through .the mesh and harnrnereci to trie '-gran nci. The chicken 
mesh is added next with a layer on the inside'and outside of 
the tank, this is fastened securely in place with soft iron tie 
wire. Care is taken that the overlaps to the weld mesh are 
slavered" as the extra thickness at the overlap makes con- 
struction very difficult. The chicken wire and weld mesh are 
tied together beginning at one end of the mesh a nd J continuing 
to the other- end; this prevents the\vire mesh- frem creeping- 
during tying and causing bulges. • 

.When these tanks are used primarily for stock watering 
the outlet pipe is pivoted to allow the pipe to be adjusted 
to the required dLepth below water level. If the water control 
float on the cattle trough fails then only a small fraction of 
the water in the tanks Is lost. With the pipework fixed in 
position the concreting can begin. 



Staple 
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Mortar made from 0.2:1:3 (lime:cement:sand by volume), 
is built up around the base of the wall reinforcement and 
allowed to harden. The hydrated lime is added to the cement 
to improve the workability of the mortar. Metal sheets 1m 
wide are fastened around the outside of the reinforcing cage, 
to provide a back-up when the mortar is plastered on from 
the inside. A hole is made through one of the sheets and the 
chicken wire cut away to allow mortar to be poured through 
to the inside of the tank. This panel is the last to be com- 
pleted A mortar layer 2cm thick is then .trowelled on and 
pushed through the reinforcement to the back-up steel 
sheets, the chicken mesh holds this thick layer ont© the 
shutter without slu/nping. 

Immediately after the core 'wall has stiffened (about 
6-12 hours, depending on the climate), the sheets are stripped 
from the base of the tank and fastened to the top section 
which is again plastered from the inside. . . 

The mortar 'core' wall is covered wit'h black plastic or wet 
sacking as soon as it has been plastered to reduce water evapor- 
ation during curing. After initial hardening the metal sheeting 
is stripped, and 1cm lay-ers of mortar are applied to the inside- 
and the outside of the tank to give a final wall thickness, ..of 
6.5cm. If .the core wall has dried out it is splashed with water 
before, plastering. 

The tank floor is covered with a 1 :2:4(cement:sancl:grave-l 

by volume) concrete to a depth of 10cm. The base of the 
wall on the inside and the outside is finally built up to a thick 
unrernforced'coving, the mixer shute hole is patched up, and 
the tank is- given 7 days to cure under wet,, sacking or black 
plastic. 



Waifs: 



Floor: 



Materials needed for 150m 3 tank 


Cement 


2 300' kg 


Lime 


45fj kg 


Sand 


5m 3 


Weld mesh, 2m high 


62m 


Woven mesh, 2m high 


62m 


Cement 


1850kg 


Sand 


2.6m3 " 


Gravel 


5.1 m3 


Asphalt-paint 


45 litres 
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In this design, the inside of the tank is painted with a layer 
of black emulsified asphalt paint to reduce, the risks of leakage 
through fine cracks. 



r 
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Chapter Fifteen * j 

Calculated Stresses in " 
Thiri-Walled Cylindrical Water Tanks 

Summary f 

The design calculations presented in this chapter have been 
prepared from an idealised conception of a thin walled tank 
which does not occur in' practice. However, they have been 
included to allow a tentative assessment to be given of the 
strength of »the tanks and their safety margin against failure. 

The calculations show that the greatest area of stress for 
all of : the ; tanks occurs across a horizontal plane on the inside 
face of the tank at the junction of the wall and the,floor, 
which in the larger tanks exceeds the maximum permissible 
tensile stress for cement mortar. This stress is greater than 
. the stress that has to be resisted by the hoop reinforcing 
wire. Most of the construction designs described in Part '3 
haye only minimal reinforcement in a vertical direction and 
this is a major design weakness.. 

i 
I 

Design assumptions for calculations j 

i. The tanks are assumed to be made of afuniform, homo- 
genous, elastic materia,!, with an : elastic modulus the 
same in both horizontal and vertical directions. Poissons 
ratio for reinforced mortar is taken to be zero. 

ii. The tanks have a cylindrical wall with a flat floor; the 
walls and the floor are composite, and the d€sig«-st cesses= 

are assumed to be low ep,o.ugb.-.to prevent a plastic hinge 
developing at the inside corner 'of the wall;- no account 
has been taken of creep which would relieve some stress 
in the mortar. ! ~ m ' 

iii. The liquid in the tank is water and fills the tanks to the 
top of the walls. -■ ' V P 

iv. All calculations have been taken 'from the publication, 
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Reinforced Concrete Reservoirs and TanksJp.P. Manning, 
Cement and Concrete Association, T9/2. The values of 
the dimensionless term (HxRl 1/2 ) are -beyond the range 
shown by Manning: — 

i where: H = tank height 

! R = tank radius 

^ i T = wall thickness & 

v. The dimensions and wall thicknesses of the tanks have 

'it! 

been chosen to be -representative of the tanks described 
in Part 2. 



Table 5 Calculated stresses in thin walled, cylindrical tanks 



Tank 
dia. 


Wall 
thickness 


Capacity 


Maximum 
hoop stress. 


Position of 
max. hoop 
stress 


Max. bending 

stress on 
inside face 


Shear 
stress at 
base 


m 


cm 


m^ 


N/mm? 


(*) 


N/mm? 


N/mm^ 


2.50 


3.0 . 


9.0 


0.73 


0.20 


1.32 


0.09 


5.0 


3.0 


40.0 


1.26 


0.24 


2.34 


0.16 


5.0 


5.0 


40.0" 


0.65 


0.29 


1.42 


0.11 


10.0 


6.5 


150.0 


0.88 


0.42 


2.06 


0.13 


20.0 


8.0 


630.0 


0.86 


0.55 


2.26 


0.13 



Symbols: H = tank height (= 2.0m) 
R = tank radius m 
T;= wall thickness cm. 
h = distance from base 



Comments: In all cases, the maximum tensile stress occurs on the inside face at 
the junction of the wall and the base and is over double the maximum hoop stress. 

The calculated stresses in both horizontal and vertical directions are low for 
the tanks less than 10m diameter, and the mortar may be expected to withstand 
this load without cracking. The, 10m and 20m diameter tanks develop itensile 
stresses at the base greater than that normally allowed for concrete and the 
addition of vertical wire reinforcement here will probably make a major improve- 
ment/to the design. 

The shear stresses at. the bas£_of the walls' are low and present no difficulties 
in design. ~ ' ~ " — 

Most of the tanks described in Part 2 have hoop wire rein- 
forcement: with a layer of wire mesh on the inside face of the 
tanks to aid construction and prevent shrinkage cracking. The 
condition of equal elastic modulus in a horizontal and vertical 
direction will therefore not occur in these cases.-although the 
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wire mesh will contribute- substantially to withstanding the ' 
load stresses on the inside face of the tank. What is likely to 
happen here is the development of a plastic hinge on the 
inside face of the tank at the position of maximum stress, 
i.e. at the (base; the wall will then deflect outward and throw 
a greater load onto the hoop steel. The cracks developed at 
the plastic hinge, if they open wide enough, could allow 
water to reach the reinforcing wire and cause corrosion'. This 
would lead to the eventual failure -of the tanks although the 
cfacks can be repaired simply bypainting the joint with bitu- 
men. A large number^of-these tanks have already been built m 
arid used successftfffy for over 25 years and, this potential* 
-.craiikLng_djbe5f^^ in. practice. 



Chapter Sixteen 

T 

Catching and Using 
Rainwater from the Roof 



The amount of rain that falls 'and? rr|ay, be caught on a suitable 
roof depends. on the climate of the area. Rainfall amounts 
and hence catchment water, will vary between seasons and 
years, and rainfall records will allow only a very approximate 
estimate to be made of the possible quantities of water that 
will be available from the roof. Deciding whether or not a 
catchment tank is worthwhile, and if so, its optimum size is 
"therefore largely a matter of local judgement and experience, 
especially where there are other water sources that could be 
developed. A trial tank built 'for a typical house, in an area 
wilf-- give a useful indication of the practicality of a -more 
extensive tank construction programme and will also en- 
courage the focal peopte's interest. The following steps have 
been included in this chapter to indicate and illustrate the 
various factors "that affect tank' size and use; they will give 
only a rough guide to the size o'f tank needed. 

.a. Rainfall, potential run-off from the roof 

The rain that- falls on the roof runs off into a gutter and is 
led into a storage tank (see Fig. 40). As. 1mm rainfall gives' 
1 l/m 2 of horizontal surface, therefore {r total run off = R x A 
litres, where A = Plan area of roof (m 2 ) and R •= Rainfall 
(mm) . j 

Example i . 

Rainfall ^ _ =, 50mnrr . • f • 

^TTu^voTfT^ 2 ^ ^SQIt^ttt 2 - 3 -^^ ^ 

■' Roof plan area = 30m 2 ^ ' 

Total run-off from roof = 30 x 50 = 1 500 1 i 

b. Potential supply month py month " /' \ 

The rainfall is qaught orf'lhe roof; it drains off through the 
guttering and is stored in the tank. As -the run-off is filling the 
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Rainfall R 



Rain falls through 
plan area A 




Fig.40 Catching r ain water 



'tank water is a also being taken cut for use. The size Of the 
tank must be made large enough to provide enough storage, if 
possible, to last through any dry 
cumulative run-off from the rfoo 
year, we assume at first that the water in. the tank is not 
being used -(see Fig. 41 ). 



Deriods. In order to find the 
month by month over the 



c. Rate at which water, can be\used from the tank 

The amount of water usedjeach day will vary considerably 
depending whether the users f/va^te or ration the water, but a 
value of about 15-20 litres perfpeison per day is often quoted.-- 
In practice, most householders will use the water- copiously 
during ijhe rainy periods, especially if the tank is overflowing, 
and will ration it or find another source during dry periods. 

Wates 1 is being taken frorrf thje tank for .use at the same 
time as 
.on I 



it is being collected. 
nmnnntnTf 




rpof of given size can collect''" 

. Lfija jiUliLL'Vigtd-uhlV Tt I X ed : 

supply. The storage volume rjeeqled to provide the maximum 
steady rate of water usage can be determined by plotting the 
cumulative run-off from Fig. 41, by drawing in a line repre- ^ 
senting cumulative water use touching the first curve at only 
one poiijit, allowing the storage volume a^j the potential 
daily yield to be measured. In Fig. 42, it has been assumed.? 
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Fig. 41 Water available from roof 



Rainfall/month (mm) 



Dry Season 



3 P M A M 3 3 h S O tO &. 

/. Plot average monthly . rainfall 
figures (Rmm) from all available 
records. 



Total runoff/month (I) 



Calculate run-off for each 
month (= R x A) litres. 



Total runoff added 
cumulatively (I) 



/'//. Add monthly figures cumu- 
latively (litres) 



0). 

E- 

o 
> 



Cumulative water 
collected 



1 



5*" 



5^" 



Cumulative water use 
(maximum steady rate) 



A M 

Time 



Fig. 42 Estimating tank si^e 

that the tank is filled up to capacity onjy once during the year. 

In the real world the climate is unlikely to be uniform 
enough to' allow these steps to give more than a rough indica- 
tion of tank size.' In very dry areas, the root will usually be 
too small to catch the volume of Water needed for the 1 whole 
year,, but even in this case the stored water may sfil'l provide 
a useful, uncontaminated and cdntr&tlable. water source for 
at- least part of the year. 



f<9 



Chapter Seventeen 

Sources of Further Information 

Contacts 

Intermediate Technology Development Group, 
9 K i n'g Street, . 
Covent Garden, v 
London WC2, ' , 

United Kingdom , ' 

ITDG's Fer'rocement Panel members are able to ar\swer 
queries about the use of ferrocement in water storage applic 1 
ations. More detailed enquiries should be directed to the 
relevant.spurces quoted below. • <■ • 

Friends Rural Training Centre, 
Hl#kweni, 

P.O. Box 708, , 11 

Bulawayo", 5 " • <v 

Rhodesia . * ^ 

The founder of this centre for rural artisan's, Ray Henson, 
has been- making the self : help tanks described .in Chapter 7 
for many years. °. e . . « . „„,.,,„. ...,.„ 

Co-operative .Extension Services & Agricultural 

Experimental Station, " ' , 

College of Agriculture., '•" • 

The University of Arizona, .. - ^ 
Tucson, 
Ar.izona, 
U.S.A. 

The tank described in Chapter 14 was devised by this 
Extension Service for stock fa'rmers. They provide helpful 
advice. < * " , ' 
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Ian Cray ford, ■ * , 

Honiara Marina and Shipyard Company, 
. P.O. Box 144, 
Honiara, 

Solomon Islands ' • 

This company has had wide" experience in ferrocement 
boat building and is turning its attention to.the use of ferro- 
cement. in vvaterpipe and water tank construction. 

■<•■■ t 

Dr G. L. Bovven, • ' ( 

Senior Lecturer in Civil Engineering, J 

University of Aukland, 

School of Engineering, 

Private Bay, \ " :■■ 

Aukland, /<- • ", 

New Zealand .f— 

Dr Boweq isjaJple to answer enquiries'on behalf of the New- 
Zealand Ferrpqi$jfeerTt. Marine Association. He will be able to 
direct any enquif^^.tKe tanks-described in Chapter 10 to 
the relevant source. ^ ~x^%^ 4 ' 

Cement and -Concrete Association, . " >• 
Wexham Springs, ■> . "j; *' , 

Slough, . . I! . ' 

Bucks . • • > - I! °. 

The C & CA published many 'man on the jqb"' leaflets on 
concrete and concrete use, much of which is relevant to, ferro- 
cement applications. These basic instruction leaflets are of 
great use in 'training programmes. % % 

Howard Liddel, 
• ■ . - 

School of Architecture, 

Hull Regional College of Art, 

Brunswick Avenue, ^ / 

Kingston-upon-Hull, *. ^ 

HU2 9BT * " \ / " v. 

United Kingdom , # 

Howard Liddel has been directing a research project wifh 
his students on the possibilities of providing water supplies 
from the house roof* His department is carrying Out field 
studies on roof catchment water supplies. * 
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E.A-J. Canefca, 

c/o Public Works Department, . 
23 John Mackintosh Square, >L *^K ♦ • 

' Gibraltar ^ 

The authorities in Gibraltar insist that each house uses its 
roof to collect rainwater for domestic use. Further infor- 
mation on this may be requested from Mr Canessa. 

Department of Civil Engineering, 
Asian Institute of Technology, 
Bangkok, 
Thailand 

AIT organised a workshop on ferrocement in December, 
1974. They are.., investigating the potential of ferrocement 
applications iri developing countries for a broad variety of 
uses. The 'International Ferrocement Information Centre' has 
jusf been established at the AIT to act as a clearing house for 
information on ferrocement and related materials. They will' 
send further information :on request. 
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'Water jars from cement mortar', Appropriate Technology, 

Volume 2, No. 2, August, 1 9 7 5 from. Inter m e d i a t a..Xe,ciin o I n g y 

Publications Ltd., 9 King Street; London WC2E 8HJ. 

* A description of the water tar 5 design described in Chapter 

9. Further information may be' obtained by writing to: — 

Mr Opas Phromratanapongse, ... , 

The Siam Cement Co Ltd., 

P.O. Box 572, 

Bangkok, ' ' . *> - 

Thailand • - ! r . • 

Ferro cement tanks and utility buildings. An undated report 
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prepared by the New Zealand Pprtland Cement Association, 
P.O. Box 2792, Wellington, New Zealand. 8pp. - . 
" This association is also. preparing a Code of Practice on 
concrete tank construction:' The commercial tanks are des- 
cribed in Chapter TO. 

% Fighting the Drought, Hans Guggenheim, The Wunderman 
"Foundation, 575 Madison Avenue, , New York, NY 10022, 

-U.S. A., 1974/ ' , 

The ferrocement lined adobe tanks described in Chapter 
12 were devised for use in the drought zone of Mali 'to be 
acceptable t<5 the users^y fitting in with local beliefs and 
customs." The tanks are an adaption of traditional granaries' 
which are built ■ alongside „t he houses. 

Circular Reinforced 'Plaster Reservoirs, Rhodesia, Council of 
Social Services, Ministry of Labour & Social Welfare, Private. 
- Bag 7707, Causeway, Salisbury, Rhodesia. Undated report. 
5pp. 

A description of the tank from Chapter 1 3. 

How to make a plastered concrete water "storage tank. 

Bulletin A-41, .Co-operative Extension Service and Agricul- 
tural Experimental -Station, University of Arizona College 
of Agriculture, Tuscon, Arizona, U.S.A., 1965. 12pp. 
A description of the tank from Chapter 14. 

Ferro cemen t: app I /'cations in developing coun tries, National 
Academy of Sciences, 2101 Constitution . Avenue, N.W., 
Washington 1 D.C. 20418, U.S.A.-, February J97& 90pp. 

A basi ^description of ferrocemenTan3^slJ 
variety qf purposes. This is an excellent introductory hand- 
book and is available free of charge fro m 'the 1 above addij^ 

Catchment tanks in Southern Africa — A Review, D.M. Farrar 
and A.J. Racey, Africa Field Work and Technology Notes, 
Oxfam, 274 Banbury Road, Oxford OX2 7DZ, U. K.. r . August 
1974.12pp. 

A report on catchment tanks in Southern 5 Africa describing 
a wide variety of ground and roof catchment tanks. A good 
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basic 'description of the domestic use of water tanks and. an 
attempt to compare and evaluate the different designs. 

Domestic water supplies in rural areas, N. Harris. Geological 
Survey of Uganda - Water Supply Paper No. 3, Geological 
Survey' and Mines Department, P.O.B. 9, Entebbe, Uganda. 
1957. 4pp. ' 

-The potential o'f roof catchment tanks for domestic water 
supplies in the rural areas of Uganda is discussed and costed. 
Corrugated iron and concrete tanks are described. 

The introduction of catchment systems for rural water 
supplies r— a benefit/cost study in a S.E. Ghana village, R.H. 

Parker, 1972, Dept. of Agricultural Economics and Manage- 
ment, University of Reading, London Road, Reading RGT 
5AQ, U.K. 45pp. . ' « 

An economic analysis, of the possibilities of improving 
village water supplies in Ghana. The analysis gives a useful 
description of the costs involved in the different approaches 
of individual or communal water, supplies from nbof and 
ground- catchments. 

The effects of storage on the bacteria of hygienic significance, 

S.F.B. Poynter and J.K. Stevens, Paper 4,' Session 2. A paper 
presented to the Water Research Centre Conference held 
at. Reading Un^ersity^^K., 1975 on water , storage and 
quality. University- of fielding, Whiteknights, Reading RG6 
2AY, U.K. 22ppf , \ . 

It describes the ability of It red water tt) reduce the 
numbersof pathogen ic^bacjeria present in the water. Although 
it refers to cbTd^ water "conditions of less than ' 20° C, the 
results indicate , that the storage is an important part of 
natural water treatmentVprocesses and is likely to be. even 
more effective in warmer'glimates. 
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